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THE AMERICAN SOCIETY 
OF 
HEATING AND VENTILATING ENGINEERS. 
SEVENTEENTH ANNUAL MEETING. 


New York City, N. Y., January 24, 25, 26, I9I1. 


PROCEEDINGS. 
First Day—AFTERNOON SESSION. 
(Tuesday, January 24, 1911.) 


The meeting was called to order at 3.47 p.m. by President 
J. D. Hoffman. 

Secretary Mackay read the following names of the members 
elected since the last meeting. 


NE i OE on is hacebes see e as Member. 
pe Perret eee % 
Alexander S. Cameron ............... 

. ee ee 

Peaks Teving Coogee... oaks sc hoc siees 

Albert H. De Lanney................. 2e 
RE. MAUI bi. 6 4s, kk wake Seas “ 
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Pomme A. POW is ok ccc cncctave Member. 
I Sag cua wk ike Kaew seks as 
Se SE eek vekareecesasues ™ 
Wei Fe EE 2 ch doe Khesee es eee = 
ee MED dew iiiid ka cawdnw eke race as 
Aurelius E. Humphreys .............. sf 
ey EE, ROOT on cece cece cse's ‘4 
Se ND ss chery kein kee es 
FR were er ere reer A 
Cg Perret ore Tere . 
I ded voted dewns deme oes 
WEN Eee PEE ec tb bcowsnscee es 7 
I ERs NO 65 nde cused ssasnae es ” 
Comoe CC, BECO... ce ccc ecicsncesns 5 
Chouteau Edward Pearce ............. - 
EN ais SaGsdedu<cveodsacnes << 
PU SS Dk Pica adedecnscouaein “4 
Herbert H. Rosenbaum ............... ¢ 
Be CE bs bie eden sv ekaesagens - 


COONS TOOTOE os kes sscuscs 
DE sccuas mons vigecesbamaeine 
og eer eee ee 7 

oo eee Pee ee Junior. 


On motion the roll call was dispensed with. 

On motion the reading of the minutes of the previous meet- 
ing was dispensed with. 

President Hoffman: It becomes my very great pleasure to 
welcome you to the meeting to-day, the Seventeenth Annual Meet- 
ing of the Society. I do so with no little hesitation as to whether 
I will be capable of doing my part, but with a feeling of pleasant 
anticipation that we will have a very satisfactory and whole- 
some meeting. 


The President then read his annual address as follows: 


PRESIDENTS ADDRESS. 


As President of the Society, it gives me great pleasure to 
welcome you upon this occasion to our seventeenth annual 
meeting. The motives that men have for thus gathering them- 
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selves together are threefold. Collectively, they wish their So- 
ciety to benefit by their presence and advice. Individually, they 
hope to profit by their membership and wish to become more 
proficient in their chosen profession. In addition, they are pre- 
pared to enjoy the sociabilities and friendships let loose upon 
such occasions. I trust that your ambitions for the advance- 
ment and welfare of this Society and for your own personal im- 
provement may be fully realized, and, with like emphasis, trust 
that the spirit of good fellowship will prevail throughout the 
meeting. Ambitions such as these we have just mentioned are 
legitimate and are a desirable asset in the make-up of any man. 
Fundamentally our ambitions may have a slight coloring of sel- 
fishness, but this is all the more appreciated when personal gain 
is sacrificed for the good of the number. The Auman atoms that 
unite to form an organization are very much like the elemental 
units that compose any substance. When taken alone each part 
shows properties strictly characteristic of itself, but when a num- 
ber of these parts are drawn together they lose their identity 
and blend together to give tone to the composition. Harmony is 
not obtained except through dissimilarity, but the purest of har- 
mony needs little of this. The musician occasionally throws into 
his composition a slight discord, immediately changing to one of 
harmony, so that the attention is directed to the pleasing change, 
which is thus made all the more striking to the hearer. The 
artist plans his picture so that all parts point to one central idea, 
which is thus made prominent and unifies the whole. The har- 
mony of color upon the canvas is produced by the happy blend- 
ing of primary colors, each of which is very unlike the rest. 
We obtain beauty in all phases of life, in large measure, by 
friendly contrast. The composite thus produced has a general 
appreciation, because it has a flavor of all its component parts 
without having any one part unduly emphasized. Such is the 
true value of an organization like this. 

Since last we met in this building, one year ago, considerable 
advancement has been made along the lines of effort for which 
our Society stands committed. Advanced methods for both 
heating and ventilation have been proposed and executed, and a 
healthful agitation for better things has been very noticeable. 
The technical press, and in fact many other papers not strictly 
classed as technical, have been energetic in bringing these things 
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before the public. The press has been our friend and we take 
this opportunity to make due acknowledgment. 

This year, more than ever before, the science of the subject 
is regarded with greater respect; especially is this true concern- 
ing the ventilation of buildings. In many of our cities the 
schools are being studied as never before by eminent men, to 
learn the needs of the pupils and the best methods of supplying 
these needs. In some cases, as a result, new and radical meas- 
ures are proposed. In many of these investigations no expense 
is being spared by the city governments in obtaining the facts. 
All of which goes to show the increased importance of the sub- 
ject in the municipality. 

One of the most far-reaching influences in this campaign for 
pure air is the united effort of certain State branches of the 
American Medical Association and the American Society of 
Heating and Ventilating Engineers to advocate legislative regu- 
lation for the heating and ventilation of lofts, shops, auditoriums 
and the like. The results of this united action are found in 
some of the bills for compulsory legislation, to be acted upon 
by the legislatures this winter. We are pleased that the posi- 
tion taken by our Society in the past has appealed to the Medical 
fraternity to the extent that they co-operate with us. We trust 
that the relationship between the organizations may be strength- 
ened and that this unity of interests may become general all over 
the country. 

Sizing up the proposition in an unbiased way, the following 
probably states the present conditions concerning the ventilation 
question: the need of pure air to maintain health is a cardinal 
principle, now accepted by everyone; the air we breathe con- 
tains many impurities, some of which should be eliminated 
to prepare it for breathing purposes; tests to detect these 
impurities are rather crude and inaccurate; present methods 
of supplying the air to the rooms are open to question. 
From this summary it would seem that a great many of the im- 
portant points concerning ventilating air are still to be settled, 
and apparently the need for careful scientific investigation is very 
great. Some radical changes in the old and well-established 
methods of purifying, supplying and exhausting the air are being 
proposed. These changes should be carefully considered in com- 
parison with our present methods, and the future practice should 
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be recommended accordingly. The program for this meeting 
was arranged with this in view, and it is hoped that we may be 
able to confirm the best and eliminate the bad in all our future 
heating and ventilating work. 

Within the past year our Society has been very much alive to 
its opportunities and has been working faithfully. Our com- 
mitteemen have been generous with their time and money in the 
interest of the Society, and in large measure have subordinated 
their individual interest for the common welfare. For this they 
deserve our thanks. What is here said regarding the spirit of 
the committeemen will, I believe, apply with equal force to the 
general membership, wherever the opportunity has presented 
itself for them to act. 

At the last annual meeting there were a total of 367 members 
in all grades. At the time of the summer meeting, 1910, three 
had failed to qualify and seven had resigned, leaving 357. Of 
this number 14 were dropped for non-payment of dues, giving 
a net membership of 343 preceding the spring ballot, which 
added 29 new names, making a total of 372, at that time the 
largest enrollment in the history of the Society. 

Since the summer meeting 21 members have been added to the 
roll, making the total list now on the Secretary’s books 393, 
which, with 9 applications in the Secretary’s hands that have not 
been acted upon, will probably carry us over the 400 mark. 

Concerning our finances, we have in round numbers $1,267 
on hand, which, with delinquent dues and dues from new mem- 
bers that have not yet been paid amounting to $1,400, makes a 
total of approximately $2,667 to our credit. I trust that all 
members who are in arrears with their yearly dues will pay the 
amount promptly and give the Society a freer hand in planning 
and accomplishing larger things in the future. 

Finaliy, as your presiding officer, I wish to congratulate the 
membership upon the advancement that you have made during 
the past year. 


The Secretary's report was read, and on motion was received 
and placed on file. 
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SECRETARY'S REPORT. 


Gentlemen: Your Secretary would report an increase in mem- 
bership during the past year. At the last annual meeting our 
membership was composed of 2 Honorary Members, 323 Mem- 
bers, 27 Associates and 15 Juniors, or a total of 367 members 
of all grades. 

During the year we have elected 1 Honorary Member, 51 
Members, 4 Associates, and 3 Juniors, while 2 Associates have 
been elected to full membership. Eleven Members, 2 Associates 
and 3 Juniors have been dropped from the roll for non-payment 
of dues, 5 Members and 3 Associates failed to qualify, 1 Junior 
was advanced to full membership, 5 Members and 2 Associates 
resigned, and we have had three deaths in our ranks: Mr. Wal- 
ter B. Pelton, who became a Member June 24th, 1910, died 
November 2d, 1910; Mr. R. Barnard Talcott, who became a 
Member June 16th, 1899, died December 4th, 1910; Mr. William 
H. Bryan, who became a Member July 15th, 1898, died De- 
cember 8th, 1910. A letter of condolence was sent by the Secre- 
tary to the family of each deceased member. 

Our present membership is 3 Honorary Members, 352 Mem- 
bers, 21 Associates and 14 Juniors, or a total of 390 members of 
all grades, a net increase of 23. 

Our financial affairs are in a good condition; at the last annual 
meeting there was a balance of $1,212.68 in the treasury; during 
the year we have received $4,324.10 from all sources; this, with 
the balance on hand, making a total of $5,536.78. The total ex- 
penditure for the year amounted to $4,269.83, leaving a balance 
of $1,266.95 in the Treasury. 

There is owing to the Society, from members for dues and 
from newly elected members for initiation fees, $1,322.85; this 
with the balance on hand amounts to $2,589.80. The members 
dropped from the roll during the past year for non-payment of 
dues owed the Society $400.00. Five candidates for member- 
ship and 3 for associate membership elected during the year 
failed to qualify. 

The Secretary's expenses for the year, including stenographer, 
clerk hire, post office box, expenses in connection with the sum- 
mer meeting, postage, express, telegrams, telephone, office rent, 
etc., amounted to $1,374.48. 





SEVENTEENTH ANNUAL MEETING. 15 


The Society held a summer meeting at St. Louis, Mo., June 
30th and July Ist, 1910, which was largely attended and suc- 
cessful in every way. 

The 1908 proceedings were completed and forwarded to the 
members during the year. The 1909 proceedings were delayed 
in editing, but are now being printed and will be forwarded to 
the members as soon after this meeting as possible. The I910 
proceedings are in hand, and there is every hope that they will 
be completed during the year. 

The 1910 directory was delayed on account of a number of 
candidates elected on the May ballot failing to qualify, and also 
on account of a number of the members neglecting to send in 
their corrected slips, the Secretary having to furnish over 150 
addresses and occupations, but the directory has finally been 
issued in as complete a form as possible and mailed to the 
members. 

The papers and reports for this and the summer meeting were 
received late, but were printed and sent to the members as far 
in advance of the meetings as possible, except a report received 
on the 2Ist inst., which is being printed and will be received 
to-day. 

The Secretary has 9 applications for membership on hand. 
This will ensure a ballot being sent out soon after this meeting. 

The Secretary would request the members to notify him 
promptly of any change in their address, as he finds that, on 
account of lack of notification, mail is frequently sent to an old 
address for months, with delay in correspondence with the mem- 
bers, and sometimes is returned to the Secretary, necessitating 
correspondence with some member in that vicinity before obtain- 
ing a correct mailing address. All this would be avoided and 
the members more promptly served if the Secretary were noti- 
fied of any change in their address. 

Respectfully submitted, 
Wm. M. Mackay, 
Secretary. 


The Treasurer's report was read by the Secretary, and on 
motion was received and referred to the Auditing Committee. 

The report of the Board of Governors was read by Mr. Bol- 
ton, and on motion was laid on the table for discussion later. 
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REPORT OF THE. BOARD OF GOVERNORS. 


New York, January 24th, rgItI. 

Gentlemen: Your Board of Governors met and organized 
January 20th, 1910, appointing Committees on Finance, Mem- 
bership and Publication, and an Executive Committee. The 
various committees have given careful attention to their duties 
and the Board has met six times during the year. 

A proposed amendment to the constitution, regarding amend- 
ments, was received and sent out for a vote of the membership. 
One hundred and forty-seven votes were cast, 138 being in favor 
of, and 9 against the amendment, which was declared carried and 
in force, as reported at the summer meeting. 

A successful summer meeting of the Society was held at St. 
Louis, Mo., June 30th and July Ist, 1910. 

The Society has in storage 1,257 copies of its proceedings, 
volumes 2 to 13. The Society carries $1,000 insurance on its 
property in the Secretary’s office, consisting of a Remington ma- 
chine and desk, book-case, book shelves, two cut cabinets, 6 tin 
lined cases for proceedings, 16 volumes Mechanical Engineers 
Transactions, 18 volumes Electrical Engineers Transactions, 18 
volumes Civil Engineers Transactions (not bound), 13 volumes 
Brooklyn Engineers Club Transactions, 48 monthly issues En- 
gineering Magazine, 84 monthly issues Insurance Engineering, 
34 issues American Institute of Architects Proceedings, 58 
issues Western Engineers Society Proceedings, 36 issues En- 
gineers Club of Philadelphia Proceedings, the Society Proceed- 
ings, 200 copies, vol. 2 to 13, 185 copies of vol. 1 and 150 copies 
of vol. 14, also a number of pamphlets and advance papers pre- 
sented at the Society meetings and available to the members, 2 
solid gold and 18 gold-plated pin badges. 

The Society directory was delayed on account of some of the 
members on the May ballot failing to qualify and many members 

failing to furnish necessary corrections. It has now been issued 
and mailed to the members. 

The Membership Committee passed on 65 applications for 
membership during the year. 

While we have lost more members during the past year 
through suspensions, resignations and deaths, our membership 
is larger than ever before, with indications of a large increase 
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during the coming year, while the financial affairs of the Society 
are in a prosperous condition. 
Respectfully submitted, 

James D, Horrman, Chairman, 

REGINALD P. Botton, Vice-Chairman, 

SAMUEL R. LEwIs, 

R. C. CARPENTER, 

James Mackay, 

Jupson A. GoopricHu, 

Joun F. Hate, 

GEORGE W. Barr, 

Wa. M. Mackay, Secretary. 


President Hoffman: We will now call for the report of the 
Committee on Legislation. 
The report of Committee on Legislation read by Mr. Hale. 


REPORT OF COMMITTEE ON COMPULSORY LEGISLATION. 


In searching through the proceedings of this Society prepara- 
tory to making the review report on Compulsory Legislation, the 
chairman of this committee found that comparatively little in- 
terest had been taken in the matter up to that time, and although 
laws have been enacted in several States and regulations have 
been set forth in many cities relating to the ventilation of schools, 
the subject seemed to be looked upon lightly. 

Within the last few years the engineers, physicians and edu- 
cators the country over have been aroused to the realization that 
the subject of ventilation in all classes of buildings is one of vital 
import, and you have but to read the public press to see how deep 
seated this conviction is. 

In Chicago a commission was appointed by the Mayor, con- 
sisting of a member of the Board of Education, the Director of 
Laboratories and the Chief Commissioner of Health, these three 
to co-operate with a committee appointed by the Illinois Chapter 
of this Society, and these six men are known as the Chicago Ven- 
tilation Commission, upon whom has been placed the arduous 
task of determining, first, what constitutes perfect ventilation, 
and, second, how to accomplish the desired results. This com- 
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mission has met week after week throughout the year, and as a 
result of its labors has made a report, which forms a chapter 
in the book, published by the United Charities of Chicago, en- 
titled “Open Air Crusaders,” and has been active in the framing 
of a new building code for the city of Chicago. Awaiting the 
report of the Chicago commissioners, we have made no attempt 
to frame a ventilation law for presentation to the Legislature, 
although this is the next thing to be accomplished, and the com- 
mittee for 1911 should see to it that something is done before 
the end of the present session. 

It is true there is a factory law now in effect in Illinois that 
relates to ventilation, but this does not cover school houses or 
other public buildings, which we are particularly interested in. 
Your President and a member of this committee went before the 
State Medical Society of Indiana, in September last, and inter- 
ested them to such an extent that they passed a resolution, giv- 
ing the President power to appoint a committee to work with our 
committee, towards the enactment of a Compulsory Ventilation 
law, and we are pleased to state that a bill has been prepared and 
will be introduced in the present Legislature, and we have every 
reason to believe that it will become a law. 

From Colorado we hear that. they are hopeful that the bill 
presented at the last Legislature will be passed during this 
session, and a similar report comes from Wisconsin members in- 
terested in the Society’s affairs. From California we hear that 
they are now preparing a bill for presentation shortly, and in 
both Delaware and Maryland active steps are being taken in the 
interest of State ventilation laws. From all parts of the country 
comes the question regarding the ventilation of small places of 
amusement, commonly known as “Nickel Shows,” and these 
places should be specifically mentioned in any State laws enacted 
or municipal regulation set forth. 

Among others who have brought this to our attention is Pro- 
fessor P. F. Walker, of the University of Kansas, who is inter- 
ested in a ventilation law in his State, and with the assistance of 
our local members something should be accomplished. 

A letter from the Hon. Wm. J. Price, of Fargo, N. D., states 
that he is now working upon a bill based upon information given 
by your committee, and he hopes to have a law enacted by the 
Legislature now in session. Information has been given certain 
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members in Nebraska, based upon which a bill is in preparation 
and will probably be submitted to the present Legislature. 

A bill was prepared for the State of Michigan, but it did not 
come up at the last Legislature. We are pleased to report, how- 
ever, that the local member of this committee has the matter 
well in hand, and, with the co-operation of both the local (i. e., 
Detroit) and the State Board of Health, has every reason to be- 
lieve that a law will be passed during the present session of the 
Legislature. 

During the last session of the Ohio State Legislature, House 
Bill No. 258 was passed, wherein the State Board of Health, the 
State Fire Marshal and the Chief Inspector of Workshops and 
Factories were empowered and directed to cause to be prepared 
and submitted to the next session of the General Assembly a code 
of regulations with respect to the construction, safety, sanitary 
conditions and maintenance of public and other buildings. 

The committee, who have been at work upon this code, have 
just reached that part relating to heating, ventilating and sani- 
tary conditions, and have placed this matter in the hands of Mr. 
Fred W. Elliot, an architect of Columbus, Ohio. One of the 
members of our publicity committee has been in close touch with 
the situation in the State of Ohio, and reports that Mr. Elliot 
will be sent east shortly to look into the subject, and it has been 
suggested that the Society pass a resolution offering our co- 
operation in the preparation of this State Code and that arrange- 
ments be made to meet him upon his eastern trip and extend to 
him every assistance possible. 

At the summer meeting this committee made a preliminary 
report in which attention was called to the state of affairs exist- 
ing in Massachusetts, and recommended that a special committee 
on Compulsory Legislation be appointed for that State, to work 
in conjunction with the present committee, and recommendations 
were made as to who should be included in this sub-committee, 
but we regret to state that no action has ever been taken. 

A committee appointed by the Illinois chapter of this Society, 
to co-operate with the Mayor’s committee, known as the Chicago 
Ventilation Commission, has assisted in the preparation of cer- 
tain sections of the new Chicago Building Code, which has just 
gone into effect, and your attention is called to the following 
taken from the same: 
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ARTICLE XX.—VENTILATION. 


“Sec. 680. Ventilation in Buildings of Classes IV, V, VII 
and VIII. , 


“(a) The air in any room used as an auditorium in build- 
ings of Class IV and V, hereafter erected, and the air in any 
room used as a classroom or assembly hall in buildings of class 
VIII, hereafter erected, shall be changed, so as to provide each 
person, for whom seating accommodation is provided in such 
auditorium, classroom, or assembly hall, with at least 1,500 cubic 
feet of air per hour. 

“(b) In buildings of Class VII, hereafter erected, on floors 
frequented by the public, the air in such rooms shall be sup- 
plied at the following rates: For each person in basement, 2,000 
cubic feet per hour; for each person in Ist to 3d stories, both 
inclusive, 1,500 cubic feet per hour; for each person in 4th story 
and above, except as hereinafter provided, 1,300 cubic feet per 
hour; for each person in grocery departments and restaurants, 
1,500 cubic feet per hour. 

“(c) For the purpose of determining the number of people on 
any floor in buildings of Class VII, in calculating the means of 
ventilation, the following floor area per person per floor shall 
be taken as the basis: Basement, per person, 20 square feet of 
floor area exclusive of walls, stairs and elevators; first story, per 
person, 20 square feet of floor area, exclusive of walls, stairs, 
elevators, and enclosed show windows; second story, per person, 
50 square feet of floor area, exclusive of walls, stairs, elevators, 
and enclosed show windows; third story, per person, 60 square 
feet of floor area, exclusive of walls, stairs and elevators; fourth 
story and above, per person, 80 square feet of floor area, ex- 
clusive of walls, stairs and elevators, except as hereinafter pro- 
vided. 

“(d) Grocery departments and restaurants, per person, 40 
square feet of floor area, exclusive of walls, stairs and elevators. 

“(e) The amount of carbon dioxide in the air of any such 
auditorium, classroom or assembly hall or space frequented by 
the public in Class VII buildings shall not be permitted to rise 
above 10 parts of carbon dioxide per 10,000 parts of air, meas- 
urements being taken at levels from two and one-half feet to 
eight feet above the floor, generally distributed, and the tem- 
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perature in such spaces, when artificially heated, shall not ex- 
ceed 68 degrees Fahrenheit. Relative humidity shall not be less 
than 45 degrees nor more than 80 degrees. 

“(f) The air in any room used as an auditorium in buildings 
of Classes IV and V, constructed prior to the passage of this 
ordinance, and the air in any room used as a classroom or as- 
sembly hall in buildings of Class VIII, constructed prior to the 
passage of this ordinance, shall be changed, so as to provide each 
person for whom seating accommodation is provided in such 
auditorium, classroom or assembly hall with at least 1,200 cubic 
feet of air per hour. 

“(g) The air in any rooms and floors in buildings of Class 
VII, erected prior to the passage of this ordinance, shall be sup- 
plied by mechanical or other means, at the following rates: for 
each person in basement, 1,600 cubic feet per hour; for each 
person in Ist to 3d stories, both inglusive, 1,200 cubic feet per 
hour; for each person in 4th story and above, except as herein- 
after provided, 1,040 cubic feet per hour; for each person in 
grocery departments and restaurants, 1,200 cubic feet per hour. 

“(h) For the purpose of determining the number of people 
on any floor in buildings of Class VII, in calculating the means 
of ventilation, the following floor area per person per floor shall 
be taken as the basis: Basement, per person, 20 square feet of 
floor area, exclusive of walls, stairs and elevators; first story, per 
person, 20 square feet of floor area, exclusive of walls, stairs, 
elevators and enclosed show windows; second story, per person, 
50 square feet of floor area, exclusive of walls, stairs, elevators 
and enclosed show windows; third story, per person, 60 square 
feet of floor area exclusive of walls, stairs and elevators; fourth 
story and above, per person, 80 square feet of floor area ex- 
clusive of walls, stairs and elevators, except as hereinafter pro- 
vided; grocery departments and restaurants, per person, 40 
square feet of floor area exclusive of walls, stairs and elevators. 

“(i) The amount of carbon dioxide in the air of any such 
auditorium, classroom or assembly hall or space frequented by 
the public in Class VII buildings shall not be permitted to rise 
above 12 parts of carbon dioxide per 10,000 parts of air, meas- 
urements being taken at levels from two and one-half feet to 
eight feet above the floor, generally distributed; and the tem- 
perature in such spaces, when artificially heated, shall not ex- 
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ceed 70 degrees Fahrenheit. The relative humidity shall not be 
less than 40 degrees nor more than 85 degrees. 

“(j) The word “auditorium” as used in this section in con- 
nection with buildings of Classes IV and V shall be construed 
as including the main floor, balcony and galleries. 

“(k) In buildings hereafter erected for or converted to the 
use of a factory, mill or workshop, the air shall be changed, ex- 
cept as hereinafter provided, so as to provide each person, for 
whom working accommodations are provided therein, with at 
least 1,500 cubic feet of air per hour. 

“(1) In buildings used for the purpose of a factory, mill or 
workshop at the time of the passage of this ordinance, the air 
shall be changed, except as hereinafter provided, so as to provide 
each person for whom working accommodations are provided 
therein with at least 1,200 cubic feet of air per hour. 

“(m) In any building or room hereafter erected for or con- 
verted to the use of a factory, mill or workshop the amount of 
carbon dioxide in the air, except as hereinafter provided, shall 
not be permitted to rise above ten parts of carbon dioxide per 
10,000 parts of air. 

“(n) In buildings or rooms used for the purpose of a factory, 
mill or workshop at the time of the passage of this ordinance, 
the amount of carbon dioxide in the air, except as hereinafter 
provided, shall not be permitted to rise above twelve parts of 
carbon dioxide per 10,000 parts of air. The measurements in 
each case above enumerated in this paragraph shall be taken at 
levels from two and one-half feet to eight feet above the floor, 
distributed generally; and the temperature in such spaces, when 
artificially heated, shall not exceed 68 degrees Fahrenheit, except 
as hereinafter provided; the relative humidity shall not be less 
than 40 degrees nor more than 85 degrees. 

“(o) The above provisions and standards as to ventilation 
shall not apply to storage rooms, or vaults, or any place where 
the manufacturing processes therein conducted would be ma- 
terially interfered with, or where manufacturing processes 
therein conducted would produce considerable quantities of free 
carbon dioxide, except that the air in such rooms or vaults, or 
in any places of manufacture, shall not be permitted to become 
detrimental to the health of those who enter or work therein. 

“(p) No part of the fresh air, supplied in compliance with 
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the requirements of this section, shall be taken from any cellar 
or basement. 

“(q) No person, firm or corporation, either as owner, pro- 
prietor, lessee, manager or superintendent of any factory, mill,, 
workshop or any other building where one or more persons are 
employed, shall cause, permit, or allow the same or any portion 
or apartment of any room in such factory, mill or workshop, to 
be overcrowded or to have inadequate, faulty or insufficient 
light or ventilation. 

“(r) No person shall be exposed to any direct draft from any 
air inlet, nor to any draft having a temperature of less than 
sixty degrees. 

“(s) All poisonous or noxious fumes or gases, arising from 
any process, and all dust of a character injurious to the health 
of the persons employed, which is created in the course of a 
manufacturing process, within such factory, mill, workshop or 
laundry, shall be removed, as far as practicable, by either ven- 
tilating or exhaust devices.” 


It is gratifying to note the marked interest shown in the sub- 
ject of ventilation, and the space given in the trade journals is 
evidence of the fact that the public is at last aroused to the 
need of ventilation laws. Special attention is called to the Jan- 
uary edition of one of our prominent engineering papers, in 
which 14 full pages are devoted to State and Municipal laws and 
regulations in all parts of the country. 

As stated in the report of the Committee on Compulsory Legis- 
lation for 1910, it has been impossible to show any actual State 
laws passed during the year, but much good has been done by 
keeping the subject ever before the public, and we hope that the 
committee for 1911 will be able to report the accomplishment 
which we have been striving for. 

Respectfully submitted, 
Joun F. Hate, Chairman, 
THEO. WEINSHANK, 
F. R. Stm11, 
H. W. Wuitten, 
Ws. K. Downey, 
H. D. CRAne, 
FRANK E. BAKER. 
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Mr. Chew: I move that that report take the usual course and 
the recommendation made by Mr. Hale be complied with. In 
looking through our proceedings there will be found given in a 
number of places the names of different trade papers and dates 
where such information can be found, and certainly it ought to 
be a convenience to see in our printed matter the name of the 
paper and the date of issue to which allusion is made. 

The motion was seconded and carried. 

Mr. Hale: In addition to that report I wish to submit a dia- 
gram or chart which has been handed to me since I have been 
in New York, which should really become a part of the report 
and also of our records. It is a chart showing where com- 
pulsory regulation of schoolhouse ventilation was in effect in 
the United States in 1910; it shows, in diagrammatic form, where 
laws have been enacted and where schoolhouse legislation is in 
effect, whether by State or Municipal laws. 

The white sections of the diagram show where no laws are 
in effect, and you will note what a small portion of the country 
has been covered so far and the vast territory that should be 
covered by the next committee. 

Mr. Whitten: I would say as a member of that committee 
that that chart was handed to me by Mr. Frank I. Cooper, who 
was recently elected a member, and that he would like it to be- 
come a part of this report. It was gotten up for the Research 
Society, and he will not be in a position to give it to the Society 
for some little time, perhaps a month or two, when he will be 
free to turn it over. It seems to me a very good diagram, and 
it should become a portion of our proceedings. 

It was moved and seconded that the chart be made a part of 
the committee report and that the name of the party donating 
it be added. (Carried. ) 

President Hoffman: Next are the reports of Special Com- 
mittees. Are there any Special Committees to report? 

The report of the Committee on New Members was read by 
Mr. D. D. Kimball, and on motion the report was received and 
accepted. 
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REPORT OF THE COMMITTEE ON NEW MEMBERS. 


As Chairman of the Committee on New Members of the 
American Society of Heating and Ventilating Engineers, I beg 
to submit the following report: 


The committee as appointed by the President included the 
following members: 


D. D. Kimball, New York, Chairman. 

W. M. Mackay and H. L. Doherty, New York. 
W. G. Snow and E. D. Densmore, Boston. 
Homer Addams, Philadelphia. 

F. R. Still, Detroit. 

N. S. Thompson; Washington, D. C. 

T. B. Cryer, Newark, N. J. 

Bert C. Davis, Kansas City, Mo. 

Samuel R. Lewis, Chicago. 

Theo. Weinshank, Indianapolis, Ind. 

M. M. Cochran, St. Paul, Minn. 

Thomas Morrin, San Francisco, Cal. 

J. E. McGinness, Pittsburgh. 


Because of the very wide geographical distribution of this 
committee, it was impossible to hold a general meeting, but so 
far as possible conferences have been held to discuss the work. 
A plan of procedure was mapped out in New York, and as a re- 
sult three letters were sent out. Form No. 1 was sent to the 
members of the committee, as instructions for the carrying out 
of the campaign; No. 2 was sent out to the entire membership 
of the Society to interest them in the effort, and No. 3 was pre- 
pared as a letter which all members of the Society might use, so 
far as they would, in interesting candidates for membership. To 
each member of the Committee was sent a clipping from a map 
of the United States, to indicate the territory in which they were 
to work. Each member of the committee was asked to make a 
list of all consulting and contracting heating and ventilating en- 
gineers, who were not now members of the Society, one copy of 
this list to be retained and the duplicate to be sent to the Secre- 
tary of the Society as a record and a basis for future work. 
The members of the Committee were to see personally as many 


of these men as possible, and secure their signature to an applica- 
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tion blank if it could be obtained. Those who could not be seen 
were to be followed up by correspondence. Applications and 
form letters were sent to all members of the Committee. 

It is my opinion that this is work which could be vigorously 
pushed to the vast benefit of the Society. I am in favor of the 
Society actively undertaking to increase its membership, par- 
ticularly among the class of trained and experienced heating and 
ventilating engineers. 

D. D. KtmBa.t, Chairman. 


The report of the Publicity Committee was read by Mr. Lewis, 
and on motion was received and accepted. 


REPORT OF THE PUBLICITY COMMITTEE. 


The committee was organized in accordance with a resolution 
passed at the 1909 annual meeting of the Society as follows: 


“RESOLVED,—That it is the duty of the American Society of Heating and 
Ventilating Engineers to call the attention of the public to the necessity of 
adequate ventilation in all old as well as new buildings where persons con- 
gregate, such as schools, factories, halls and theatres, and that a central 
publicity committee of three be appointed, represented and assisted by one 
member from each State, whose duty it shall be to make continued and 
persistent efforts to educate the public mind, and to disseminate literature 
and information to the press, to the law-making bodies, colleges or any 
other organization or persons through whom it is possible that the aims of 
our Society toward proper ventilation may be advanced.” 


There are twenty-six members of the sub-committee as fol- 


lows: 
Alabama, F. H. Chisholm Birmingham 
Catitenia, Thos. Bseriihe cic: sinnsscas wats sac San Francisco 
Colorado, H. H. Fielding Denver 
Connecticut, W. D. Clark Willimantic 
District of Columbia, C. R. Bradbury Washington 
Illinois, Wm. L. Bronaugh Chicago 
Indiana, Theo. Weinshank Indianapolis 
Iowa, F. E. Baker Oskaloosa 
Kansas, W. C. Bryant Holton 
Kentucky, F. A. Clegg Louisville 
Miacetend, Petry AGO uch sccccccccccsscsscas Baltimore 
Massachusetts, J. W. H. Myrick Boston 
Michigan, Ralph Collamore Detroit 
Minnesota, L. A. Larsen Duluth 
Missouri, Jas. M. Kent Kansas City 
Pe, GAs Th. WD vice sida sninssenvansiecnan Lincoln 
New Jersey, G. W. Knight Newark 
New York, Geo, O'Hanlon New York 
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Ohio, M. L. Foote Columbus 
Oregon, W. G. McPherson Portland 
Pennsylvania, J. E. McGinness Pittsburgh 
South Dakota, C. D. Symms Sioux Falls 
Virginia, E. C. Wiley : 

Washington, W. L. Bowers 

West Virginia, J. R. Shanklin 

WUCONOE, Wik Th TWEE 6 oti cccccccicaccns Milwaukee 

A letter was sent to each member of the committee outlining 
the kind of publicity work that might be done, and requesting 
each to do his part. 

At the 1910 annual meeting some five members of the publicity 
committee met, but little of interest transpired. 

On February 7th a statement for publication was sent to the 
members, and was published in four trade papers and the Chi- 
cago Tribune. It is interesting that out of the twenty-six mem- 
bers of the committee an average of four acknowledgments of 
letters sent by the chairman were received. Evidently a more’ 
popular chairman is needed. On March 4th two articles for 
publication were transmitted. One, comparing the human body 
with a steam engine, was written by Mr. Bronaugh, the Illinois 
member of the committee ; the other, on car ventilation, was writ- 
ten by the chairman, with suggestions from Mr. D. I. Cooke. 
On June 3d an article on pneumonia and ventilation suggested by 
the observations of the Chicago Health Department and written 
by the chairman was transmitted. On November 5th notice was 
sent of a lecture on ventilation by Mr. Wm. G. Snow, delivered 
at Cornell University. 

On November 26th, hoping to have a report which might be 
printed, a letter was sent to each member asking him for a report. 
of progress in his State. Responses were received from Messrs. 
Myrick, of Boston, Morrin, of San Francisco, and Foote, of Co- 
lumbus, Ohio, showing that these members were actively at work. 
Mr. Morrin’s letter is as follows: 


San Francisco, Cat., December 1, 1910. 
THe AMERICAN Society OF HEATING AND VENTILATING ENGINEERS, 
Chicago, IIl. 

Attention Mr. S. R. Lewis, Chairman. 
GENTLEMEN : 

In re: Publicity Committee. 

Replying to yours of the 26th ult., I wish to say that we are now actively 
engaged in California in an effort to secure the passage of the Massachusetts 
Law, or this law in an amended form. We are getting literature on the sub- 
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ject, have copies of your recent bulletin, and have asked the Warren-Webster 
Company to forward twenty-five copies of the Snow lecture. We have the 
co-operation of all contractors and engineers in this line. 

Our Legislature meets after January Ist, 1911, and we shall lend every 
effort toward the formation and passage of a satisfactory law to this end. 

Inviting and soliciting your co-operation in every possible way, I am, 

Very truly yours, 
TuHos. Morrin. 


Two members of the Publicity Committee have served for over 
a year on the Chicago Ventilation Commission, representing the 
Illinois Chapter of the American Society of Heating and Venti- 
lating Engineers. This commission serves without compensa- 
tion, meeting every two weeks with representatives of the Chi- 
cago Department of Health and the Chicago Board of Educa- 
tion. Much of the work done has been elementary, in beginning 
at basic principles and gradually establishing a practicable stand- 
ard of ventilation for buildings of different types. A copy of 
the preliminary report of this commission is printed in “Open 
Air Crusaders.”” The work of this body is by no means finished. 
Investigations into the following phases of ventilation are under 
way: 

Ist. Street cars—ventilation and devices for the same. 

2d. Purification by ozone, and elimination of odors by the 
same. 

3d. Ventilation of schools, including practical experiments 
with upward ventilation in a Chicago school, appropriation for 
which has been made by the Chicago Board of Education. 

4th. Requirements for ventilation and air conditioning for 
department stores, particularly for sub-basement selling floors. 

5th. Requirements for ventilation in buildings of particular 
occupation, such as best methods for printing offices, laundries, 
bakeries, restaurants, etc. 

Attention is called to the good work done by the Bulletins of 
the Department of Health of the city of Chicago, sample copies 
of which are to be found in the scrapbook. Notice that these 
are sent free to those citizens of Chicago who should be bene- 
fited by them. 

The Publicity Committee membership on the whole has not 
been remarkable for its work, but, as this is the history of nearly 
all committees, no especial discouragement has been felt by the 
central committee. They will, however, hold in lasting kindly re- 
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membrance those who have supported them in their rather new 
and extremely difficult efforts. Any newspaper will express 
willingness to publish our matter, provided each article is satis- 
factory and is given it exclusively. This is a difficult thing for 
us, who are not novelists, to do, and this is the reason why so 
few newspapers are represented in our clippings. 

The retiring general committee recommends that, if possible, 
the new general committee be located in one city, so that they 
may combine efforts, and so that the time and trouble of send- 
ing all matter to the other distant members may be eliminated. 

The Publicity Committee has kept in touch with the Com- 
pulsory Ventilation Committee, and has transmitted some in- 
formation to the chairman of that body, and hereby tenders its 
acknowledgment to him for his co-operation and many valuable 
suggestions. At the secretary’s desk will be found open for in- 
spection by all interested a little scrap book: “Open Air Cru- 
saders,”’ a report of the Elizabeth McCormick open air school; 
a copy of Mr. Snow’s lecture, above mentioned; a copy of a lec- 
ture by Dr. W. A. Evans, Commissioner of Health of Chicago; 
“Ventilation in the Public Schools,” by Grant Smith; some of the 
Chicago Department of Health’s Bulletins, and a copy of the 
recommendations of the Chicago Ventilation Commission in 
connection with a Chicago ventilation ordinance. 

Respectfully submitted, 
Pusiiciry CoMMITTEE, , 
S. R. Lewts, 
Ep. K. MuNROE. 


Mr. Lewis: This was not in its entirety incorporated in the 
recent ordinance passed in Chicago, but I think it is well that it 
be on file with the other Publicity Committee scrapbook literature 
for this reason: 

In all large cities, when congestion becomes great and buildings 
are built very high, the tendency is to go down into the ground 
as well as up in the air, as, for instance, in the Gimbel Bros. 
store, where there are selling floors more than one floor below 
the surface of the ground. After giving it very careful study 
for some time, and having tests made in the Gimbel building, and 
finding out just what the conditions are in different floors where 
the sunshine can never strike, where the natural winds of heaven 





SEVENTEENTH ANNUAL MEETING. 31 


can never blow through and purify, the Chicago ventilation com- 
mission made a recommendation that as a matter of public policy 
it was opposed to the use of more than one floor below grade as 
a selling floor. However, should the pressure brought by the 
property owners to permit the use of sub-basement space be so 
great that its use could not be prevented, we ought to insist on 
very high standards, and these suggested standards are sub- 
mitted to you as a matter of interest. 

Mr. Chew: The original motion which brought this committee 
into existence was one that will give some publicity to the So- 
ciety at the annual meeting; and while that was the object, I do 
not know that there is any occasion for those who are identified 
with the original motion to take exception to the excellent work 
that has been done by the committee. I still believe, however, 
that the annual meeting of this Society is too important to pass 
without securing more attention from the daily press than it now 
receives. I believe that what the newspapers call a human in- 
terest story could be prepared on every January meeting held. 

Mr. Lewis: I only wish to call attention to the fact that the 
resolution under which this Publicity Committee was operating 
does not cover those points that Mr. Chew mentioned. But per- 
haps to cover the points he mentions another committee should 
be organized. 

I question seriously whether there is any need of the Publicity 
Committee operating under any special resolution. It is very 
hard to separate the work of that committee from the work of 
the Compulsory Ventilation Legislation Committee, and I think 
that the merging of this committee with the Publicity Committee 
would be desirable. 

President Hoffman: The question brought up by Mr. Lewis 
could be taken up as new business at the close of this meeting. 


The report of the Illinois Chapter was read by Mr. Hale, and 
on motion was accepted and placed on file. 


REPORT OF THE ILLINOIS CHAPTER. 


The Illinois Chapter wishes to report that its members still 
continue to meet regularly during the fall and winter months, 
and that the interest is evidenced by the good attendance up to 
the present time. 
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At the meeting held on February 14th, 1910, our local Com- 
mittee on Tests submitted a detailed report of an exhaustive test 
made by about fifteen of our members at the new Engineering 
Building at Northwestern University, Evanston, Ill. This build- 
ing is heated by steam taken from the central station and includes 
a vacuum system attached to both the direct radiators and blast 
coils. In making this test, everything was recorded, including 
fifteen minute readings of thermometers in each room, tempera- 
tures of air at inlet and outlet of fan, speed of fan, velocity of 
air not only at the outlet of the fan but through the registers. 
Condensation was both measured and weighed and the data all 
reduced into form for ready reference. 

The test referred to occupied almost an entire day, and the 
completeness of the report warrants it becoming a part of the 
records of this Society. 

In March, 1910, an extremely interesting paper was read by 
Mr. Harry W. Ellis on the subject of Temperature Regulation, 
this beginning with a short history of the art and ending with a 
talk describing the difficulties met and how they were being 
overcome. Mr. Powers, a guest of the evening, told of his ex- 
perience in this line, a long discussion following which occupied 
the greater portion of the meeting. Unfortunately Mr. Ellis’s 
paper was not in such form that it could become a part of our 
records, and it is suggested that he be called upon by this So- 
ciety to prepare a paper on the subject, to be read before one of 
the subsequent meetings of this Society. 

At the April meeting Mr. Geo. Mehring exhibited the work- 
ing plans of the palatial home of J. Ogden Armour, located at 
Lake Forest, Ill. This contained several unique features and 
was well received. Mr. John Boylston gave a talk on “Pressure 
Reducing Valves,” illustrated by extracts from catalogs, which 
he passed among the members. The many forms of valves placed 
on the market from time to time during the last fifteen years 
were shown, and the speaker called attention to the troubles en- 
countered in their use. 

The members of this Society would be well repaid in reading 
a paper on this subject if it is possible to get Mr. Boylston to 
put his remarks and half tones in form for publication. 

The May meeting was for the transaction of business of in- 
terest to the Chapter members only, including reports of the 
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various committees and the appointment of a committee to nomi- 
nate officers for the present year. 

The annual meeting of the Chapter took place on October roth, 
1910, twenty-two (22) members being present. The following 
had been elected to office for 1911: 


N. L. Patterson, President, 
SAMUEL R. Lewis, Vice-President, 
Joun F. Hate, Secretary, 
Avucust Ken, Treasurer. 


EpMuND F. Capron, 
Gro. J. PHILLIPs, Board of Governors. 
Cuas. F. NEwport. 


The installation of new officers and the reports of the out- 
going officers and committees occupied the evening. 

At the November meeting we had a general discussion of the 
reports made from time to time by the local committees, but 
most of the time was taken up by the committee appointed to 
co-operate with the Chicago Department of Health. Few of our 
members realize the extent of the work done by this committee, 
which consists of Mr. Geo. Mehring, Mr. Samuel R. Lewis and 
Mr. W. L. Bronaugh, but when they learn that these joint com- 
mittees have met twice and sometimes four times a month since 
their appointment, it will be seen that the little Chapter in the 
West has been very wide awake. 

Owing to the death of Mr. Wm. H. Bryan, member of this 
Society and but recently appointed Chief Engineer of the Chi- 
cago Board of Education, the December meeting was adjourned 
early after passing the following resolution: 


“The Illinois Chapter of the American Society of 
Heating and Ventilating Engineers at its meeting held 
on Monday, December 12th, 1910, passed the following 
resolution : 

“Wuereas, Through the wisdom of our Divine Mas- 
ter, our fellow member, Wm. H. Bryan, has passed be- 
yond, and, 

“Wuereas, Our relations and recollections of our 
late fellow member most vividly recall his worth, be it 
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“RESOLVED, That the sympathy and condolence of 
this Chapter be extended to the family in this their hour 
of sorrow, and 

“That this resolution be spread upon our records and 
a copy be forwarded to the family as a testimonial of 
regret.” 


This resolution was engrossed in simple form and has been 
forwarded to Mr. Bryan’s family. 


On January 9th, 1911, the Illinois Chapter held an open meet- 
ing in the rooms of the Western Society of Engineers, at which 
we listened to an illustrated talk by Mr. L. C. Soule, member of 
this Society, on the subject of “Cast Iron Hot Blast Heaters.” 


VENTILATION IN SCHOOLS. 


Reference has been made to the work of our local committee 
appointed to co-operate with the Chicago Department of Health, 
and in order that you may realize the importance of this com- 
mittee’s work, you will find in the following pages the joint 
report made by these two committees. This report has been 
made a chapter in a book just published by the United Charities 
of Chicago with funds provided through the generosity of the 
Trustees of the Elizabeth McCormick Memorial Fund. It reads 
as follows: 

“School children need well ventilated school rooms. Ventilat- 
ing conditions are all right in the late spring, the early summer 
and the early fall. Conditions are all wrong in the late fall, the 
winter and the early spring. As the weather gets cold the fires 
are started, the windows come down, the storms windows and 
doors are put in and the harm begins. The old stove-heated 
school room was very trying. The newer ventilation methods 
are efforts to improve conditions. 

“A perfect system of‘ ventilation is, as yet, only a matter of 
theory. However, with the wealth of brains and intelligence 
now being exercised among physicians and ventilating engineers, 
it is confidently hoped and expected that a practically perfect 
system may be produced. 

“A perfect system of ventilation should, without unpleasant 
drafts, provide fresh air to each person, and remove immediately 
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all air which has been exhaled without mixing the two or con- 
taminating the former. A perfect system should insure that 
the fresh air be clean, properly moist and at a uniform tempera- 
ture. With such a system the volume of air necessary for each 
occupant would be only equal to the amount of air exhaled in an 
hour, a volume almost infinitesimal compared with the amount 
of air ordinarily pumped into an average Chicago school room. 

“Physical conditions have rendered the construction of an ideal 
ventilating system very difficult and very expensive. For in- 
stance, every window presents a cooling surface, which, con- 
tracting the air that lies against it, causes it to fall, setting up 
local currents which mix the breathed and unbreathed air. Every 
cool wall likewise creates this current. Every radiator or pipe, 
with its hot surface, expands the adjacent air, causing it to rise 
and mix. 

“Warm, fresh air entering a cooler room rises to the ceiling. 
Cool, fresh air falls to the floor. Warm, exhaled, foul air rises, 
and is apparently raised, lowered, and diffused by the various 
heating and cooling agencies just as is fresh air. Then there is 
leakage, which affects an ordinary school room tremendously. 
On the windowed side enough air often comes through the walls 
and cracks and around the window sashes of a well built room 
to change the entire volume of air in ten minutes. On the lee- 
ward side eddies form suction areas which cause a like volume of 
warm, often fresh, air to leak out. 

“These considerations have, up to this time, caused nearly all 
ventilating schemes to be designed on the ‘dilution’ principle. 
Sometimes the heating is done by raising the air, delivered for 
ventilating purposes, sufficiently above the temperature desired 
in the rooms to maintain that temperature there without any di- 
rect heat in the rooms. Again the air is heated only to the room 
temperature desired and the room is warmed by heaters located 
in the room. Both schemes are objectionable, inefficient and ex- 
pensive, because of the large volumes of air which must be 
handled to secure reasonable results on the dilution principle. 
Leakage through walls and around windows is a very serious 
factor with either system. 

“When air is increased in temperature by the ordinary heat- 
ing apparatus it is decreased in relative humidity. Where, say, 
70 per cent. humidity is common at a 68° temperature in sum- 
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mer, and seems to be most advantageous to human development, 
such a humidity is never in force in an artificially heated room 
unless special apparatus to create it is provided. It is probably 
safe to say that not more than 2 per cent. of the public schools 
in the United States have any humidifying apparatus. The air, 
having been heated to about 100° and cooled to about 70° before 
it reaches the pupils, is superdried and seeks to obtain its proper 
balance of moisture, hence dust, dry throats, parched lips and a 
rapid rate of skin evaporation, rendering it necessary to main- 
tain a high temperature for comfort. 

“Tt is our opinion that ventilating engineers have wasted much 
effort in trying to prevent currents or drafts of air. On the 
other hand, they have not expended enough effort on making 
drafts or currents comfortable. 

“In considering the comfort from air, several factors must 
be taken into consideration. The body heats the air which is in 
contact with it to about 90° F. The skin surface of the body 
is about 5° F. higher than this. The heat mechanism of all 
bodies older than the early stages of infant life is so adjusted 
that provision is made for loss of heat and moisture by the skin. 
Such loss must go on at all times, else there is discomfort. 

“When the temperature of the air is below 60° F. the loss is 
so great that we cover the body with extra layers of low con- 
ducting, partially impervious cloth to hold the warm, moist air 
next the skin under the clothes. When the temperature mounts 
above 70° F. we remove:some of this cloth and change the re- 
mainder to cloth of an open texture and greater conductivity. 
When the temperature mounts above 85° F., if there are no 
drafts, we use fans to drive the go° F. air from around the face 
and next the body within the clothes. 

“It has been demonstrated that if two rooms be taken, each 
room warm and each occupied, one having fans and the other 
not, the room with the fan will show more CO, in the breathing 
zone than will the other room. This is because the air which is 
ordinarily near the ceiling and is rich in CO, is blown back into 
the breathing zone. On the other hand, the room containing the 
fans will be the more comfortable because the currents blow the 
hot air of the aerial envelope away from the body. There is 
no comfort without air currents strong enough to change the air 
around the face freely, and to blow out the clothes frequently. 
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If the currents get lower than 60° F. something must be done 
to counteract them. 

“The children in the Elizabeth McCormick Open Air School 
got heavy clothing and additional food and took active exercise. 
This is not the remedy for the average school room. There the 
remedy is to supply the currents heated to 60° F. 

“In hot weather no clothing is cool that does not permit the 
hot air of the aerial envelope to blow away. In cold weather 
there is no comfort unless the aerial envelope blows away, but 
the chilling of the body surface will be too rapid for com- 
fort unless something is done to compensate. The things 
which can be done are to warm the blowing air or to take more 
exercise. 

“A second factor making for the comfort of air is humidity. 
A humid air chills more than a moderately dry air because the 
moisture of the air is a better conductor of heat than is the 
air itself. On the other hand, if the air is very dry, evaporation 
from the skin is excessive and the skin is unduly chilled if the 
temperature is low. 

“In cold weather, then, ventilation should be done with air 
which is fairly humid, yet not too humid. In hot weather the 
body tries to cool itself by pouring out perspiration. The 
evaporation of this perspiration lowers the temperature of the 
surface from which it has evaporated. Therefore, in hot weather 
dry air currents are much more comfortable than wet ones. 

“The comfort of currents is largely dependent upon the per- 
sonal equation. Generally speaking, fat people want colder cur- 
rents than lean people. Some people are naturally better heat 
makers than other people. They will be comfortable in colder 
currents than other people. Some people have trained them- 
selves so that their heating apparatus is well developed. They 
have educated themselves away from the close, heavy clothing, 
which held the foul hot moist air of the body in contact with it. 
They have educated their mechanism to the point where they feel 
better when this air is blown away and the heat lost is made up 
by greater heat production. And, finally, there are many psy- 
chologic factors. 

“Many of the above comfort considerations merge quite logic- 
ally into health considerations. In addition to the need of cur- 
rents of air blowing around the body, there is the still greater 
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need of currents blowing around the head. The head, face and 
neck need the stimulus of having air strike their skin. They 
need that this air should be cool. They can stand this air cooler 
than can the body because they have been differently trained. 
The main consideration, however, is that air currents should 
blow the expired air away from the nose and out of the breath- 
ing zone. Should we not strive to get more currents rather than 
fewer, at the same time trying in cold weather to temper the 
temperature and humidity of the currents so as to properly safe- 
guard the comfort of the occupants of the ventilated rooms ? 

“Chicago has tried thoroughly in the schools that system of 
heating and ventilation which supplies pre-heated air to the 
rooms, the loss through walls and glass causing it to drop in 
temperature to about 70° by the time it reaches the pupil. New 
York has tried thoroughly in the schools the other system, in 
which heaters are placed in the rooms and the air for ventilation 
is introduced at little above the desired temperature. Both 
operate on the dilution principle; the principle well illustrated, 
perhaps, by a glass full of red ink. Try to remove the red ink 
by pouring in clear water. Many times the volume of ink must 
be displaced before the color is gone. 

“The ideal system seems possible of realization only by upward 
ventilation, in which the air, at the desired temperature, passes 
upward from the breathing plane to a suction outlet, and in which 
the heating is a separate consideration, so handled by very ample 
low temperature radiation, carefully distributed, that the local 
antagonistic currents of the cold surfaces are eliminated. This 
system has to a certain extent been found practical in theatres. 
Its adoption in school rooms can follow only a change in the 
construction of these buildings, which will permit of the neces- 
sary distributing chambers under the floors, or perhaps of the 
necessary supply pipes in the desks. 

“Any percentage of hymidity may be maintained by proper 
regulation of the temperature of the entering air and of the 
water used for spraying it. Double windows may be desirable 
for fuel economy, and to prevent condensation on them in cold 
weather, due to the inside humidity. Easily operable cut-offs 
will be necessary in the supply and vent ducts to each room, so 
that when the windows are opened and the room flushed out, as is 


often desirable, and as a sense of cleanliness and decency seems 
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to suggest, it can be done without, as at present, affecting the 
air delivery to other rooms. At best no artificial scheme of 
ventilation will ever, in all probability, equal outdoor conditions 
in promoting human health and happiness. 

“For the approximately normal children who make up the 
class commonly known as school children, ventilation reaching 
the following standards will be found satisfactory: 

“Temperature: The temperature of the occupied parts of the 
school room should not be allowed to go higher than 65° F. at 
any time when the heat is on. The heat of the room should be 
approximately uniform in all parts of the room. A temperature 
of 60° F. is better than 65° F. 

“Humidity: The relative humidity of the school room should 
be around 60 per cent. Such humidity will cause window panes to 
frost in all very cold weather. It can be safely assumed that the 
air in any room in which there are thirty people, the room hav- 
ing single windows which do not frost when the outside tem- 
perature goes lower than 20°, is too dry. 

“CO, Content: The CO, in school rooms should not rise above 
6 or 7 per 10,000. 

“Volume of Air: The volume of air depends upon the principle 
employed in its introduction; 4,000 cubic feet per pupil per hour 
will be required if the foul air is perfectly admixed with the 
fresh air. One thousand cubic feet per pupil per hour is enough 
if the fresh air is fairly well protected from admixture with the 
foul air. A figure in between these two figures will be required 
according as the two kinds of air are kept separate. It is not 
so much the volume of air as its method of introduction that 
counts. If the air is introduced hot, or even warm, say over 
110° F., it should be introduced high up in order to prevent its 
blowing fresh from the inlet to the outlet. If the air is intro- 
duced cold, without any heating, it should either be introduced 
high up near the ceiling or else be introduced in a current di- 
rected upward so that the force will carry it well toward the 
ceiling, this in order that it may be warmed before it reaches 
the body. Under other circumstances it should be introduced 
low down. 

“In the language of the British Departmental Committee on 
Ventilation of Factories and Workshops, 1907: ‘The quality of 
air depends on the distribution; and in many cases a relatively 
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small quantity well distributed is far more effective than a large 
quantity badly distributed.’ 

“Blowing Out of the Rooms: During the recess periods the 
air in the room should be blown out*by raising all the windows 
and opening all of the doors. This lowers the bacterial count of 
the air of the room about ninety-five per cent. It blows out con- 
tagion of all kinds. It freshens the air, makes it bracing. It 
should get back to about 50° F. by the time the students come in. 
They have been running and playing and they will warm the 
room to 60° F. in a very few minutes. 

“Dust: The dust should be kept down in the school room. This 
can be accomplished by good cleaning at night, say with a vacuum 
cleaner; by feet scrapers, to be used by the pupils before enter- 
ing the room; and by keeping down the chalk dust. If the 
eraser is very slightly dampened before use, the blackboard dust 
will not be harmful. Wherever it is feasible the use of vacuum 
cleaning should be required by law. 

“Light: The school rooms should be long and narrow, in 
width not over twice the height of the top of the window from 
the floor. The light should so fall as to protect the eyes of the 
pupils. 

“Apparatus: The ventilating apparatus should be of such a type 
as to be readily adaptable to rapid changes in wind and weather. 

“The effect of lack of fresh air is especially brought out by the 
following extract from the May 14 (1910) Bulletin of the Chi- 
cago Department of Health: ‘The continuation of the unseason- 
ably low temperature has delayed the free opening of homes, and 
as a consequence our pneumonia death rate continues high for 
this season. The deaths from pneumonia during the week just 
closed reached 137, 13 higher than in the preceding week and 
23 in excess of the record of the corresponding week of last 
year. Those of our citizens who are keeping the windows of 
their living and working places open are in no danger—all others 
are.’ : 

“The effect of the installation of reasonably efficient devices 
for insuring ventilation is shown by Prof. Winslow, of the 
Massachusetts Institute of Technology, in a paper on “The Cash 
Value of Factory Ventilation,’ in which he mentions that: ‘Ef- 
ficient production requires skilled and practical workers, in good 
physical condition, applying themselves with energy and en- 
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thusiasm to their tasks. Irregularity of attendance and the 
physical sluggishness and nervous inattention which accompany 
lowered vitality mean direct money loss to the employer of labor, 
as well as a burden on the community at large.’ 

“As an example showing the results of improved ventilation, 
the paper calls attention to the operating room of the New Eng- 
land Telephone and Telegraph Company in Cambridge, Mass., 
a long room having a capacity of 30,000 cubic feet, extending 
from the front to the back of a business block.. Fifty or sixty 
women are employed in this room as operators. During the 
warmer months no difficulty has ever been experienced in ven- 
tilating the room by means of large windows at each end, and by 
the use of electric fans. In the winter time, however, it was 
impossible to secure adequate natural ventilation without undue 
exposure to drafts. In the spring of 1907 a simple but efficient 
system of artificial ventilation was installed. A marked im- 
provement in the comfort and general conditions of the operators 
followed this change, and the betterment was sufficiently marked 
to show itself notable in the greater regularity of work. Sta- 
tistics collected and tabulated showed that prior to the installa- 
tion of the ventilating system for the three winter months, Jan- 
uary, February and March, inclusive, 4.9 per cent. of the force 
were absent in 1906, and 4.5 per cent. in 1907. With the ven- 
tilating system in use, the absences for the same months in 1908 
fell to only 1.9 per cent., a striking reduction. 

“And the following from a paper by Mr. William G. Snow: 
‘In certain buildings where the results of changing from poor to 
good ventilation have been carefully observed, a marked im- 
provement in the general health of the occupants has been mani- 
fest. For example, the records of the United States Pension 
Bureau show that, when the offices of the department were lo- 
cated in scattered and poorly ventilated buildings, 18,736 days 
were lost by employees through illness in one year, and about 
the same number for several successive years. When the depart- 
ment became established in its new well-ventilated quarters, the 
loss was reduced to 10,114 days’ absence on account of illness, 
the working force being larger and the work increased. The 
gain effected is not to be measured alone by the days’ absence 
saved, but by the greater vitality and efficiency of the entire 
working force. In the Boston City Hospital good ventilation is 
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said to have given reductions in death rate from 44 per cent. to 
13 per cent. in surgical wards, and from 23 per cent. to 6 per 
cent. in other wards.’ 

“There are compulsory ventilation laws in few States. They 
are not uniform, and some of their provisions are impracticable. 
The moral effect of such laws, however, is excellent, and great 
progress is being made. Only six States have ventilation laws 
for school buildings. Two, however, have State Board of Health 
regulations covering the same effect. Three have bills pending 
and in eight States the matter is being agitated. 

“Recognizing the harm which is being done by bad air, the 
American Society of Heating and Ventilating Engineers, the 
Chicago Public Schools, and the Chicago Health Department 
have appointed a commission for study. This commission knows 
that much harm is done by pollution of the outside air, but this 
is beyond their province. Of the harm which is done by bad 
ventilation, part comes from lowering the vital tone and part 
comes from air-borne infections. Some part of the harm which 
comes from lowering of vital tone makes itself manifest in in- 
fections which otherwise would not have occurred. Lowering 
of the vital tone is listlessness, sleepiness, mental heaviness and 
slowness, gaping, drowsiness, paleness, headache, anemia, laziness, 
enlarged glands, mouth breathing, snuffling, disposition to catch 
cold. The air-borne infections are pneumonia, colds, consump- 
tion, influenza, some of the scarlet fever, diphtheria and smallpox. 
It is more important that the people should have tempered pure 
air than that they should have tempered pure water. 

“This commission is still at work. The method of procedure is 
to have members submit principles and methods of ventilation. 
By methods is meant basic methods. They do not consider de- 
vices or apparatus. When discussion has been as complete as is 
desired, and the members are ready for a conclusion, a proposi- 
tion is put to a vote. So far fourteen basic principles have been 
unanimously agreed on. Others are still under discussion. 

“Those first discussed are basic principles of ventilation. In 
the main they are hygienic. Those under discussion in the main 
are more concrete and relate more particularly to the mechanical 
side of the question. 

“The following are the principles upon which agreement has 
been reached : 
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1. Resolved, that carbon dioxide in the amount present in 
ordinary expired air does not settle out from a mixture of air 
and CQ,. 

“2. Resolved, that carbon dioxide is not the agent of pollu- 
tion of major importance in expired air. 

“3. Resolved, that a temperature of 68 degrees Fahrenheit 
with a proper relative humidity is the proper maximum tempera- 
ture for rooms artificially heated and ventilated. 

“4. Resolved, that in the present state of knowledge it is 
impossible to designate the particular harmful agent or agents 
in or associated with expired air. 

“5. Resolved, that large quantities of CO,, more than Io 
per cent., when long continued, are capable of producing some 
harm to the human body when inhaled, regardless of the source 
of gas, provided the oxygen percentage is not greater than in 
ordinary air. 

“6. Resolved, that it is cheaper to heat and move air enough 
for adequate ventilation by currents than it is by dilution. 

“7. Resolved, that, neglecting humidity, the sum total of 
heating agencies in a room with stationary temperature is equal 
to radiation by the walls, ceilings, and floors, plus the heat lost 
with the outgoing air. 

“8. Resolved, that upward ventilating currents of air in 
crowded rooms are desirable when arising from sources free 
from dust or other injurious particles. 

“g. Resolved, that in those industries where considerable 
CO, is liberated in the process of manufacture, CO, is not a 
proper standard of air pollution. 

“to. Resolved, that the delivery of a certain volume of air 
per hour per inhabitant in a given space does not necessarily con- 
stitute ventilation. 

“tr. Resolved, that in cold weather it is not possible to ven- 
tilate an occupied room in this climate except with air previously 
warmed. 

“12. Resolved, that heating and ventilating are separate 
questions and should always be so considered. When efforts are 
made to amalgamate them it should be borne in mind that there 
are parts of them that can not be amalgamated and must be 
kept separate. 

“13. Resolved, that relative humidity is one of the most 
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important factors in ventilation from the standpoint of 
health. = 
“14. Resolved, that it is economic from a fuel standpoint to 
maintain a fairly constant relative humidity in ventilation. 
“CHICAGO VENTILATING COMMISSION, 
GEO. MEHRING, 
W. L. Bronaucu, 
S. R. LEws, 
Representing Illinois Chapter, Ameri- 
can Society Heating and Ventilating 
Engineers. 
Pror. F. W. SHEPHERD, 
Representing Board of Education of 
_ Chicago. 
F, O. Tonney, M.D., 
Director of Laboratories. 
W. A. Evans, M.D. 
Commissioner of Health, Representing 
Department of Health.” 


In addition to the foregoing, the above Committee assisted in 
the drafting of article 20, Chicago Building Ordinance for build- 
ings in Classes IV, V, VII and VIII, which is given complete 
in the report to be made at this meeting by the Committee on 
Compulsory Legislation. 

You may find in the reports made by the committee appointed 
to co-operate with Dr. Evans that there are statements made 
which are not exactly in accordance with past practice, but are 
contrary to generally accepted theories, and the members of the 
Illinois Chapter are not a unit in the acceptance of the report. 

It is believed, however, that the committee has given us some- 
thing to think over and discuss, which may perchance cause 
members in other parts of the country to look more deeply into 
the subject, and by united effort finally arrive upon a basis on 
which we can all stand. 

Respectfully submitted, 
ILLINOIS CHAPTER, 
John F. Hale, Secretary. 

Chicago, January 21st, I9II. 
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Test of heating system, consisting of combination fan blast 
and direct radiation, in Swift Engineering Hall, Northwestern 
University, Evanston, III. 


General Data. 


FAN. Sturtevant 140” < 4’ —o” double discharge fan, 84” 
wheel, rating 22,000 cubic feet per minute at 131 r.p.m. and 
0.25 Oz. pressure, requiring 4.5 theoretical horse-power; actual 
power used during test = 3.5 kw. = 4.69 h.p. Cost of power 
= 8 cents per kw. hour = 5.97 cents per h.p. hours. Size of 
fan pulley = 48” X 6.5”. 

MOTOR. General Electric, 15 h.p., 220 volt, 3 phase, a. c., 
1,200 r.p.m., size of motor pulley 5” 9”; width of belt 6”. 

RADIATION. Indirect radiation, 2 banks, 3 sections each, 
total, 1,100 sq. ft.; direct radiation, cast iron, 2,707 sq. ft.; di- 
rect radiation, uncovered mains, 618 sq. ft.; direct radiation, 
total, 3,325 sq. ft. 

Note. During test one section of indirect radiation was cut out 
leaving § X 1,100 = 916 sq. ft. in operation. 

METERS. Motor No. 1—Direct radiation; motor No. 2— 
indirect radiation. 

BUILDING. Cubical contents, 183,439 cu. ft.; exposed wall, 
11,729 sq. ft.; glass, 3,578 sq. ft. . 

CALIBRATION OF METERS. No. 1—Actual weight of 
water, 777 lb. Meter, 735 Ib. Error, 5.71%. No. 2—Actual 
weight of water, 522 lb. Meter, 500 lb. Error, 4.47. 


Results Indirect Radiation. 


Area of fan inlet (net) = 2,577 sq. in. = 17.89 sq. ft. 

Velocity of air at fan inlet = 1,000 ft. per min. 

Velocity of air at registers, 640 ft. per min. 

Actual volume air discharged per min., 17,890 cu. ft. 

Temperature of air leaving fan, 90 deg. F. 

Temperature of air at inlet of coils, 29 deg. F. 

Diff. in temperature entering coils and leaving fan, 61 deg. F. 

Weight of air at 90 deg. = 0.0723 lb. per cu. ft. 

Lbs. of air per min. discharged by fan = 17,890 X 0.0723 
== 1,203. 

Specific heat of air = 0.2379. 
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Heat required to raise air to go deg. = 1,293 X 0.2370 X 61 
= 18,763 B.t.u. 

Latent heat of steam @ 1.25 lb. gauge = 963 B.t.u. 
18,763. 

= 19.48 lbs. steam required per min. 

963 

19.48 X 60 = 1,168 lbs. steam required per hour. 

Actual steam condensed per hour by meter reading (cor- 
rected), 1,128 lbs. 

Sq. ft. radiation in operation in blast coil = 916 sq. ft. 


1,128 
Steam condensed per sq. ft. per hour = == 3.23 ibe. 


g16 
Results Direct Cast Iron Radiation. 
Total steam condensed per hour (corrected meter reading) = 
761 Ibs. 
Direct radiation, cast iron = 2,707 sq. ft. 
Direct radiation, cast iron and uncovered mains, 3,325 sq. ft. 
Steam condensed per sq. ft. cast iron radiation per hour, in- 
cluding 
761 
condensation in mains = = 0.281 Ib. 
2,707 
701 
Steam condensed per sq. ft. of total radiation per hour = 
3325 
= 0.228 Ib., including uncovered mains. 
Respectfully submitted, 
J. M. Stannarp, Chairman, 
N. L. PATTERSON, 
Cuas. F. Newport, 
January 29, 1910. Committee on Tests. 


The report of the Committee to Gather Data in regard to Ap- 
pliances and Methods of Operation of Atmospheric Vacuum 
Systems, Mr. George D. Hoffman, chairman, was read in ab- 
stract by Mr. Bolton, and on motion was referred to the Board 
of Governors to decide upon its publication. 

The President appointed, to serve as tellers of election, Messrs. 
FE. K. Munroe, H. W. Whitten and B. C. Davis. 
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The President appointed Mr. Bolton and Mr. William M. 
Mackay a committee to draft resolutions of sympathy in respect 
to the deaths that have occurred in the membership since the last 
meeting, and a committee, consisting of Mr. James Mackay, Mr. 
F. K. Davis and Mr. F. D. B. Ingalls, to audit the books of the 
Treasurer. 

President Hoffman: The next order is new business. 

Mr. Lewis: In reference to the Publicity Committee I feel that 
by the resolution under which it was appointed it was not ill 
conceived exactly, but that it is not serving a useful purpose, that 
it is not satisfactory to the organization, that it covers ground 
that other committees cover, and I move that the Publicity Com- 
mittee be discharged with the thanks of the Society. 

The motion was seconded and carried. 

Mr. Whitten: Mr. President, under the head of new business 
you will note in Mr. Hale’s report that a communication was re- 
ceived by his committee as to the situation.in Massachusetts in re- 
gard to compulsory legislation, and a committee was asked for, 
prior to the summer meeting, to assist the central committee of 
that State. The reason this was asked for was because the Com- 
mittee on Compulsory Legislation was appointed too late to have 
any new legislation introduced into the Massachusetts Legisla- 
ture of last year; and not only that, but a commission has been 
appointed by the Legislature to report to the next Legislature 
recommendations on changing and simplifying laws in that State. 
An endeavor was made by your committee to get an engineer on 
that commission. An engineer was appointed, one of our mem- 
bers, but he was later advised it would be better for him to with- 
draw his name, because he sold an engine, and that would impair 
his work on the commission. Later an agent of a cotton mill 
was appointed in his place. 

The time for introducing new legislation in Massachusetts has 
expired again this year and, as far as our Committee on Legis- 
lation knows, no special committee has been appointed. I and 
several members of this Society who live in Massachusetts are 
firmly of the opinion that some special committee should be ap- 
pointed to perhaps amend legislation that may be recommended 
by this commission or to at least work in the general direction 
of a good valid law. 

I move, therefore, that a special committee be appointed to 
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serve for two years in conjunction with the Committee on Com- 
pulsory Legislation in the State of Massachusetts. 

There is opportunity for a committee to work this year, be- 
cause there will be a report. A recommendation has already been 
made from this commission which this committee could work on 
effectively. Also there were two bills introduced in the Massa- 
chusetts Legislature by two members of this Society which are 
in such shape that some good may be done with them later on. 

Mr. Myrick: As a member of the Publicity Committee I at- 
tended every meeting in Massachusetts where the discussion of 
ventilation came up. Two weeks ago the public were invited to 
the Twentieth Century Club in Boston to discuss the ventilation 
of street cars and also public buildings. The State deputy chief 
of police, who is a member of our Society, was there, and I ad- 
vised him that they ought to put in some legislation, and they 
could afterwards change it or modify it in any way. But the 
time went by and there was no authority of the Society there, 
and I took it upon myself to introduce two bills in the Massa- 
chusetts Senate, as they could be changed later. Many States 
copy from what they call the Massachusetts law. As a matter 
of fact there is no Massachusetts law. There are simply recom- 
mendations, which are looked upon by the State Board of Health 
as laws. So Massachusetts has less legislation on ventilation 
than you might imagine. 

Now it seems to me that this Society, if it has a Legislative’ 
Committee, ought to formulate some plan. We are attending 
here trying to get uniform laws. We must go before the Legisla- 
ture with knowledge of what we want and have something sen- 
sible and intelligent to present. It must come through this 
Society. I believe if a new law in Massachusetts were backed 
by the Society, and we had somebody who would get up and 
discuss it intelligently, we would get some legislation over there, 
and I am in favor of the motion, and I second it. 

Mr. Moore: Massachusetts certainly stands in need of assist- 
ance from this association. We began in 1887 first for com- 
pulsory ventilation, which resulted in a law in 1888. That 
went along with improvements until 1905, and then the State 
Board of Health began a movement by asking for appropriations 
and committees, and three or four young doctors were hired. 
They made a report in 1907 that practically took away from the 
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Massachusetts district police all control over heating and ventilat- 
ing engineering work, and the police inspectors were deprived of 
all power whatever, even to enter a building. In 1908 there 
was an attempt made to put the control back again into the State 
police department. In 1909 we succeeded in getting back the 
ventilation as relating to all public buildings. Factories, work- 
shops, and all mercantile establishments are now in the hands of 
the physicians. It has been impossible for the heating and ven- 
tilating engineers to get any definite requirements from the State 
Board of Health. The inspectors of the police department pre- 
viously had charge of that. The plans were necessarily sub- 
mitted to the department, and if any defects or anything not in 
accordance with law were found, attention was called to them. 
Many of our inspectors have had quite an extended experience, 
but the State Board of Health has refused to give any assistance 
to the heating and ventilating engineers. We are now on the 
downward track unless we can have some help from some one 
else. 

The motion was carried. 

Mr. Lewis: I move that the President be requested to appoint 
a committee of three to draft a new Publicity Committee resolu- 
tion to report at the meeting to-morrow afternoon. 

The motion was seconded and carried. 

Mr. Barron: I want to make a motion to have a committee 
appointed on the subject of guarantees. You know that many 
manufacturers and many engineers have opinions about the sub- 
ject of specifications requiring a guarantee of results. Some con- 
tend that the guarantee should only cover material and quality 
of workmanship. We know the practice has been in the past, 
and very largely in the present, for consulting engineers to re- 
quire the contractor to guarantee results from his workmanship 
and materials. It would be well to have a committee to consider 
all phases of the subject; and I move that a committee of three 
be appointed to consider’the subject of guarantees of heating, 
ventilation and humidity, and report at the next annual meeting. 

The motion was seconded and carried. 

On motion the session adjourned. 





SEVENTEENTH ANNUAL MEETING. 


First Day—EVvENING SESSION. 
(Tuesday, January 24, 1911.) 


The meeting was called to order at 8.45 P. M. by President 
Hoffman. 

President Hoffman: I will call for the reading of the first 
paper of the evening, and we will postpone the first part of the 
program until the report of the tellers is here. 

The paper by Mr. B. T. Gifford, on “Pipe Line Design for 
Central Station Heating,” was read by Mr. James Mackay. The 
paper was discussed by Messrs. Bishop, Donnelly, Jellett and 
Bushnell. 

The report of the Committee on Boiler Ratings was read by 
Mr. Donnelly. It was discussed by Messrs. Harding, Kent, 
Quay, Snow, F. K. Davis, Barwick, Barron and James Mackay. 

Mr. Berry: This report seems to me to be very valuable and a 
long step towards securing information which may be considered 
standard, upon which the installing engineer may base his cal- 
culations. In order that this report may take the usual course, I 
move that it be received and placed on file. 

The motion was seconded and carried. 

President Hoffman: We will pass to the next order of busi- 
ness, the report of the tellers. 

The report was read as follows: 

The undersigned committee appointed as tellers to count the 
ballot for officers for the ensuing year respectfully submit the 
following report : 

There were 236 ballots cast, and two blanks, as follows: 


For President. 
Reginald P. Bolton 
B. F. Stangland 


For First Vice-President. 


John R. Allen 
S. R. Lewis 


For Second Vice-President. 
Albert B. Franklin 
Ralph Collamore 
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For Secretary. 
William M. Mackay 
Charles E. Scott 
W. W. Macon 


U. G. Scollay 
Thomas Barwick 
For Board of Governors. 
(Five is the number to be elected. ) 

James D. Hoffman 

August Kehm 

R. C. Carpenter 

Ea nd se Swaine kOe hk RON 127 

John T. Bradley 

J. A. Goodrich 

Howard T. Gates 

Henry S. Downe 

Charles G. Armstrong 

L. B. Sherman 

(Signed ) 
E. K. Munroe, 
H. W. WuHirtTen, 
Bert C. Davis, 
Tellers. 


President Hoffman: It becomes the duty of the Chairman to 
rule as out of order all ballots having names inserted, and an- 
nounce the following officers for the ensuing year: 


Mr. Reginald P. Bolton, President ; 
Mr. John R. Allen, First Vice-President ; 
Mr. Albert B. Franklin, Second Vice-President ; 
" Mr. William M. Mackay, Secretary ; 
Mr. U. G. Scollay, Treasurer. 
Messrs. James D. Hoffman, August Kehm, R. C. Carpenter, 
James H. Davis and John T. Bradley for the Board of Gov- 
ernors. 


Mr. Jellett: Mr. President, I do not agree with the ruling of 
the Chair on this matter. I am sorry to have to disagree with 
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him, but the whole purport and contention of this constitution 
when drawn was that it should express the will of the majority 
of the members of this Society. 

That being the case, there is no question in my mind but that 
the member of the Society who received the highest vote is in all 
justice the successful man, and I therefore would appeal from 
the decision of the Chair on the Secretaryship vote. 

President Hoffman: Is this appeal seconded ? 

The appeal was seconded. 

Mr. Chew: I move that the meeting rise and go into com- 
mittee of the whole. 

The motion was seconded. 

The President: The motion as it now stands is that we rise 
and go into committee of the whole. Are you ready for the ques- 
tion? All those in favor will please stand. Mr. James H. Davis 
and Mr. Lewis will count the members on either side and report 
to the Chair. 

The motion was carried. 

(An intermission followed, during which the visitors retired. ) 

President Hoffman: The meeting will come to order. The 
Chair will now submit to the membership the appeal from its de- 
cision. I believe this appeal has been seconded and is ready for 
your consideration. 

Mr. Snow: I was interested to look into this matter to satisfy 
myself, having made up my own mind at the outset, since I 
could find nothing in the constitution to prohibit the writing in 
of a name on the ballot other than those submitted by the Nomi- 
nating Committee, that such action was permissible and that such 
a vote should be counted. I took occasion to investigate the 
practice of other societies in similar matters; and I wrote the 
Secretary of the Massachusetts Institute of Technology Alumni 
Association, a very large body with a very simple constitution, 
and their by-laws state that the Nominating Committee shall 
transmit to the Secretary nominations for the offices to be filled, 
and further on it constitutes the Nominating Committee that 
does that. Further on still it states that additional nominations 
may be made for any office of the association, signed by at least 
thirty members of the association entitled to vote and that such 
nominee shall be placed on the official ballot; but the Secretary 
writes me that there is nothing in the constitution of the Alumni 
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Association to prevent members from voting for whomsoever 
they see fit at the annual election. Provision is made on the 
printed ballot for filling in names other than those reported by 
the Nominating Committee. The constitution does not say that 
a choice shall be made from the printed ballot. And I draw a 
very close analogy between that organization, gentlemen, and 
ours. 

I had occasion also to look into the by-laws of another very 
large organization, the Massachusetts Republican Club; and they 
have a provision there by which a name may be added to the bal- 
lot at the signed request of ten members. But that does not pre- 
vent any member inserting the name of any other person eligible 
to office, if they are not satisfied with the nominee presented by 
the Nominating Committee, or with any other nominations that 
may have been made by ten members. Therefore I am perfectly 
clear in my own mind, from having investigated this matter, 
that any one here has a perfect, and you might say an inalienable, 
right to insert the name of any candidate who is eligible to the 
office, and that the person or the candidate receiving the highest 
number of votes should be declared elected in accordance with the 
constitution. And I certainly hope that Mr. Jellett’s protest of 
the ruling of the Chair will be sustained by the members here. 

Mr. James Mackay: There are many organizations that have 
peculiar methods of nominating the officers. I belong to several 
organizations, but I know of none whereby a name can be used 
that has not been regularly nominated. I know where it was 
done it was considered strictly illegal. However this constitu- 
tion and by-laws provides for nominating and for election. It 
provides for a regular ticket. Possibly another ticket should be 
put in the field. That should have been provided here with fore- 
thought. Why not do this as business men should, by a change 
in the constitution and by-laws? Now as to an independent ticket, 
under this constitution and the best legal light we have, the laws 
of the State of New York governing the organization, we have 
a constitution and by-laws that we are governed by, and why 
we should seek to dodge that is a question for one of legal at- 
tainments to determine. 

Mr. Quay: In article 7, section 3, of the constitution it says: 
“Each member entitled to vote shall erase the names of all candi- 
dates for whom he does not wish to vote.” It does not state that 





SEVENTEENTH ANNUAL MEETING. 55 


he is not allowed to add a name that has not been put on by the 
Nominating Committee. The constitution of the United States 
and the State laws provide that a member of any organization 
has a right to express his views and to vote for the man that he 
thinks is best suited to the office. And, as has been stated, the 
mention of certain names by the Nominating Committee does not 
prohibit a member from voting for any other man that he wishes 
to. What is not prohibited in the law is permissive. Our con- 
stitution does not state that a man shall not add a name, after 
erasing the names of all candidates, and vote for that nominee. 

Mr. Jellett: The only ruling that was made, as I understand it, 
was on the question of the secretaryship. That is the ruling that 
I objected to, not the general ruling on the entire baot. And 
yet if the ballot on the secretaryship is incorrect, as the President 
has urged, then all the votes on those particular ballots are void. 
If the Society votes to sustain the Chairman on that ruling, then 
all those ballots must be thrown out. Each is a complete ballot, 
and you cannot pick out a section of it and rule that a part is 
irregular and that the rest of the ballot is correct. 

Mr. Davis: In all elections the ballot that is affected is thrown 
out, not part of it counted and the rest thrown out, but all 
thrown out. 

President Hoffman: I believe your suggestion is a correct one. 

The question was further debated by Messrs. Kent, Bishop, 
Donnelly, J. H. Davis, Munroe, Berry, Snow, Mehring, Jellett 
and Scollay. 

President Hoffman: The question stands, shall the decision of 
the Chair be the decision of the meeting? All of those who sup- 
port the decision of the Chair will please rise and the same tellers 
will count and report. Remain standing while the count is 
going on. 

The tellers reported ten votes in favor. 

President Hoffman: All those who are opposed to the decision 
of the Chair being the decision of the Society please rise. There 
is no need of a count. You may be seated. The decision of 
the Chair has been reversed. 

Now the Chair awaits instructions from the meeting. 

Mr. Barron: I move, Mr. President, that Mr. Macon be de- 
clared the elected candidate of the Society. 

The motion was seconded. 
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President Hoffman: The motion that Mr. Macon be declared 
elected by the meeting has been seconded. Are there any re- 
marks? . 

Mr. Myrick: I move that the votes as counted by the tellers 
be accepted as official for the Society. 

President Hoffman: Is this to replace the other motion or an 
amendment ? 

Mr. Barron: I accept that as a substitute, Mr. President. 

President Hoffman: Does the second accept ? 

A Member: I accept that. 

President Hoffman: The motion then stands that the Chair de- 
clare the candidates elected according to the report of the tellers. 

The motion was put to a vote and carried. 

Mr. Jellett: 1 think it is in order now for the president to 
make an official statement as to who is elected to the various 
offices. 

President Hoffman: According to the last motion and the fact 
that it was carried, the Chair will declare the following persons 
elected to the respective positions : 

Reginald P. Bolton, President ; 

John R. Allen, First Vice-President ; 

Albert B. Franklin, Second Vice-President ; 

W. W. Macon, Secretary ; 

U. G. Scollay, Treasurer ; 

And the following names in order for the Board of Governors: 

James D. Hoffman, August Kehm, R. C. Carpenter, James H. 
Davis, John T. Bradley. 

On motion the meeting adjourned until Wednesday afternoon. 


SEcoND DAy—AFTERNOON SESSION. 


(Wednesday, January 25, 1911.) 


The meeting was called to ogder at 12.30 P. M. by President 
Hoffman. 

Mr. F. N. Speller read a paper on “The Durability of Wrought 
Iron and Steel Pipe in Service.” 

The paper was discussed by Messrs. Barwick, Carpenter, Bar- 
ron, James H. Davis, F. K. Davis, Waldron, Kent, Boyden, and 
Franklin. : 
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The report of the Committee on Interpretation of the Consti- 
tution was read by Mr. Kent. 


REPORT OF COMMITTEE ON INTERPRETATION OF THE CON- 
STITUTION. 


At the annual meeting of this Society held in January, 1Q10, 
this resolution was passed. 

Resolved, That a committee be appointed to investigate the 
purpose of the constitution on certain points which may not seem 
to be clear and report its interpretation on these points. 

The committee appointed by President Hoffman submits the 
following report. 

At the annual meeting interpretation was desired as to these 
three points: 


(1) The term of office of the Board of Governors. 

(2) Is the Society when in session supreme? 

(3) Art. VI, Sec. 1, relating to meetings of the Board of 
Governors. 


It was also requested that the committee recommend some 
method of safeguarding the members in relation to papers pre- 
sented as well as safeguarding the Society. 

Taking up first the question of the term of office of the Board 
of Governors, an extract from Art. VII, Sec. 4, states: “ The 
candidates receiving the highest vote for the several offices shall 
be declared elected, and shall take office at the last session of 
the annual meeting.” 

We hold that the term of office of the Board of Governors 
continues from the time they take office until their duly elected 
successors take office. 

To answer the second question: “ Is the Society when in ses- 
sion supreme?” requires a careful consideration of our constitu- 
tion and by-laws and the usage in the relation between corpo- 
rations or associations and their boards of directors. 

Art. III of our Charter states: “ The number of directors and 
managers of said Society shall be seven.” 

These directors and managers are termed the Board of Gov- 
ernors. 

Art. VI, Sec. 5, states: “‘ The Board of Governors . . . shall 
have the supervision and care of all the property of the Society, 
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and shall manage and conduct its affairs in accordance with the 
Charter and By-Laws.” 

The duties of the Board of Governors are set forth in: Art. 
II, Sec. 1; Art. III, Sec. 2, Sec. 4 and Sec. 5; Art. IV, Sec. 2, 
Sec. 4, Sec. 7 and Sec. 8; Art. VI, Sec. 1, Sec. 3, Sec. 4 and 
Sec. 5; Art. VII, Sec. 1 and Sec. 5; Art. VIII, Sec. 1, Sec. 2 
and Sec. 4; Art. IX, Art. XI and Art. XII. 

In the references given the reader will find that the work of 
the Board of Governors in the interest of the Society as a whole 
is pretty fully covered. 

Under the constitution the Society elects this Board of Gov- 
ernors to manage and conduct its affairs in accordance with the 
Charter and By-Laws. 

Your committee is of the opinion that the Board of Governors 
acts for the whole Society which elects the Board, and that it is 
not subject to the instructions of a portion of the entire member- 
ship which may be present at a regular meeting of the Society, 
or indeed, to instructions of the entire membership. 

Should the Society at a regular meeting vote to instruct the 
Board of Governors to do certain things your committee is of 
the opinion that such instructions should be considered merely 
as recommendations to the Board. 

The Society, having placed the management and conduct of 
its affairs in the hands of its Board of Governors, thereby relin- 
quishes its right to instruct this Board. 

As to the third question (3) relating to special meetings of 
the Board of Governors, according to Art. VI, Sec. 1, these may 
be called by the President on his own volition or when so re- 
quested by three members of the Board of Governors or when so 
requested in writing by ten members of the Society. 

The constitution, in the minds of your committee, appears to 
be perfectly clear as to how special meetings of the Board of 
Governodrs may be called and requires no interpretation. 

The member requesting the interpretation of this clause stated 
that so far as he knew the members of the Society calling a 
special meeting of the Board of Governors have no right to be 
present. 

Your committee believes that this Section was included in the 
constitution to provide for the handling of matters that should 
receive attention in the interim between regular meetings of the 
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Board of Governors, and believes that the Board of Governors in 
managing and conducting the affairs of the Society in accordance 
with Art. VI, Sec. 5, would naturally request the presence of the 
members requesting a special meeting at the meeting so called. 

As to the request made at the last annual meeting that the 
committee recommend some method of safeguarding the mem- 
bers in relation to papers presented as well as safeguarding the 
Society, your committee would report that Sec. VI, Art. 5, states: 

“The Publication Committee shall receive and examine all 
papers for presentation to the Society, and accept for publication 
such as it may approve.” 

The Publication Committee as well as other Standing Com- 
mittees appointed by the President “shall be guided by such rules 
and regulations as the Board of Governors shall from time to 
time prescribe.”’ 

Your committee believes that, owing to the late date at which 
papers for presentation at meetings are often received, it is im- 
possible for the Publication Committee before the date of the 
meeting to give the time and care necessary to protect as fully 
as they would wish the interests of the Society. 

As to safeguarding members in relation to papers offered, the 
obvious thing to recommend appears to be to require that, in 
accordance with the rule of the Board of Governors, papers to 
be presented at meetings shall be in the hands of the Secretary 
at least thirty days prior to the date of the meeting, and that 
papers for presentation shall conform to such rules as may be 
prescribed by the Publication Committee. 

This report has been submitted to legal counsel employed by 
the Committee, and he concurs in our views. 


(Signed) December 8th, 1gro. 
Ws. G. Snow, ) 
Wo. M. Mackay, 
Ws. KENT, 
A. E. Kenrick, 
C. B. J. SNYDER, 
FRANK K. CHEw, } 


- Members of Committee. 





On motion the report was received. It was discussed by 
Messrs. Jellett, Barron, Chew, Kent and Snow. Mr. Jellett 
especially objected to the clause of the report which reads, “that 
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the Board of Governors acts for the whole Society, which elects 
the Board, and that it is not subject to the instructions of a por- 
tion of the entire membership which may be present at a regular 
meeting of the Society.” 

Mr. Chew moved that the report be referred to a committee to 
be appointed to revise the constitution and by-laws. Mr. Kent 
moved to substitute for Mr. Chew’s motion a motion that a com- 
mittee of five members, of whom Mr. Jellett and Mr. Chew are 
to be two members, be appointed to submit proposed amendments 
to the constitution and by-laws, and that the report just received 
be referred to that committee. 

Mr. Chew accepted the substitute, which was seconded and 
carried. 

(The Board of Governors later appointed as this committee 
Messrs. Kent, Jellett, Chew, Snow and R. C. Carpenter.) 

President Hoffman: The next order on our program is a 
topic for discussion which was held over from yesterday : “Objec- 
tion to the Making of Plans by Manufacturers for the Installa- 
tion of Their Apparatus.”’ If the party who proposed the topic 
is not here we will pass on to the regular order of the afternoon. 
The Secretary wili read the paper entitled “The Vaiue of Good 
Ventilation,’ by Prof. Severance Burrage, Lafayette, Indiana, 
non-meinber of the Society. 

The paper was read by Secretary Mackay. 

President Hoffman: We have another paper here on the same 
subject by Dr. Evans, of Chicago, and the Chair has asked Prof. 
Kent to read this paper. 

The paper was read by Prof. Kent. 

President Hoffman: The two papers now are before you for 
discussion. 

The papers were discussed by Messrs. Kent, Lewis, Bolton, 
Gulick, Barron and Myrick. 

President Hoffman: The, question is that a committee be ap- 
pointed by the incoming President to confer with a similar com- 
mittee from the American Society of School Hygiene upon stand- 
ards of ventilation. 

The motion was put to a vote and carried. 

Mr. Lewis: I move that the thanks of the Society be extended 
to Dr. Burrage and Dr. Evans for the papers which they have 
presented. (Carried by a rising vote. ) 
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President Hoffman: Is there any further report or business for 
the evening? 

Mr. F. K. Davis: I would move that a committee be appointed 
by this Society to gather data and report to the Society a recom- 
mendation for a standard or qualification of a heating and ven- 
tilating engineer, with the aim and object to get some statute or 
law to protect the public as well as the engineer. 

Mr. Barron. We may consider this as perhaps desirable, but it 
is down in our constitution, the qualifications of a heating and 
ventilating engineer. You will find it required that every appli- 
cant must have such and such qualifications. Now if we are go- 
ing to adopt another standard it would be well that we should 
consider when we are voting for it that already our constitution 
defines what a heating and ventilating engineer is, as a member 
of this Society. ‘ 

Mr. Barwick: {he object of Mr. Davis’ motion is to define 
what an engineer is, whether he is a member of this organiza- 
tion or not. A-great many men that put in plants as heating 
and ventilating engineers are not qualified to put them in. I 
think it is about time we had a standard of some kind in this 
country. 

President Hoffman: If there are no further remarks all in 
favor of the question signify it by saying aye. All opposed no. 

I will call for a rising vote. All in favor of the motion please 
stand. The motion is lost. 

On motion the meeting adjourned until Thursday morning. 


Turrp Day—MornincG SEssIon. 
(Thursday, January 26, I9II.) 


The meeting was called to order at 10.55 A. M. by President 
Hoffman. 

The report of the Committee on Standards was read by Prof. 
Carpenter. 

On motion of Mr. Chew the report was received and placed 
on file. 

REPORT OF COMMITTEE ON STANDARDS. 

Gentlemen: Your Committee on Standards have very little to 
report. The question referred to this committee at the last an- 
nual meeting, relating to a standard rating for heating boilers, 
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should in the opinion of your committee be first considered and 
reported on by the Special Committee on Boiler Rating. 

Your Committee on Standards would suggest that in view of 
the scientific information recently given to the Society, as to the 
physiological effects on the human body of air currents, that a 
standard of ventilation should require both volume and cir- 
culation. 

At the St. Louis meeting certain questions were referred to the 
Committee on Standards. These questions were given considera- 
tion, but the committee is not as yet ready to report to the So- 
ciety on them. It is not the purpose of this committee to propose 
standards or to obtain the necessary data to establish standards. 

The committee would, however, suggest that necessary in- 
vestigations be made on a standard method, both accurate and 
approximate, for testing heating boilers, and that a special com- 
mittee be appointed for this purpose. 

Respectfully submitted, 
R. C. CARPENTER, 
J. J. BLAckMoreE, 
Howarp T. Gates, 
Avucust KEHM, 
W..W. Macon, 
Committee. 


Mr. Chew: Prof. Carpenter has suggested that there should be 
a special committee to codify the methods of testing boilers, if I 
understand the suggestion, and beyond doubt it would be a proper 
thing to do; but it seems to me, after the number of years we 
have had a Committee of Standards, they ought to be able, in- 
stead of presenting a report suggesting that a committee be ap- 
pointed, to suggest what ought to be done; and that really there 
ought to be some constructive work done by these standard com- 
mittees, I believe Prof. Carpenter and his colleagues can formu- 
late something constructive in that line before the next annual 
meeting. The Professor and I had a talk this morning, and I 
believe that we are on the eve of a progressive movement. I 
feel that some work ought to be done along progressive lines. 

President Hoffman: The next in order is the reading of a 
paper, “Ventilation of the Capitol, Washington, D. C.,” by Nel- 
son-S. Thompson, member of the Society. 
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The paper was read by Mr. Bradbury and discussed by Messrs. 
Carpenter, Whitten, J. H. Davis, Moore, Lewis, Franklin, Macon, 
Hoffman, F. K. Davis, Mobley, Fitts and Ingalls. 

Mr. Lewis: I have the resolution for the Publicity Committee 
ready, and I move its adoption: 


Resolved, That a Publicity Committee of three 
members from one locality be appointed by the in- 
coming President, this committee to secure pub- 
licity for the work and aims of the Society, and to 
promote the dissemination of literature concerning 
heating and ventilating and subjects relating 
thereto, the work of this committee to be subject 
to the advice and control of the Board of Gov- 
ernors. 


The motion was seconded, put to a vote and carried. 

Mr. Hale: You will recall that in my report as chairman of 
the Committee on Compulsory Legislation I mentioned a com- 
munication received from one of our Ohio members, relative to 
the new code now being prepared for that State. We are in- 


formed that Mr. Fred W. Elliott, of Columbus, Ohio, has 
been appointed to make an investigation as to the best para- 
graphs to embody in the code relative to the ventilation of build- 
ings. It has been suggested that we extend to Mr. Elliott an 
invitation to visit New York and co-operate with a committee 
to be appointed by the Chair, and I wish to make a motion that 
we extend this invitation to Mr. Elliott and request the Chair 
to appoint a committee of three to meet the gentleman when he 
visits this city. 

The motion was seconded and carried. 

Mr. Bradbury: I would like to call attention to this one item 
in the paper of Mr. Thompson: “I am of the opinion that the 
Society should convey its thanks to Dr. Roberts for permitting 
his report to be presented, as I deem it a valuable document and 
one which will interest the members.” I make a motion that this 
Society tender a vote of thanks. 

The motion was put and carried. 

The session then adjourned. 
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TuirpD DAy—AFTERNOON SESSION. 
(Thursday, January 26, 1911.) 


The meeting was called to order at-2.00 P. M. by President 
Hoffman. 

President Hoffman: We will first take up some of the com- 
mittee reports that were left over. 

Secretary Mackay: One of the reports, Mr. President, is the 
report of the Auditing Committee, James Mackay, chairman. 

Mr. James’ Mackay: While we have no written report, we went 
over the books very carefully, every entry, every disbursement, 
every check, every bill, checked them back through the year, bal- 
anced the Secretary’s book against the Treasurer’s book, footed 
up every column and checked every entry, and we find everything 
correct and so certify the books, signing each name of the 
committee. 

President Hoffman: Our record should state that it was signed 
by the full committee. The committee was composed of Mr. 
James Mackay, Mr. F. K. Davis and Mr. F. D. Ingalls. 

Mr. James Mackay: The full committee signed both books. 

President Hoffman: We will now take up the “Report of 
Committee on the Effect of Air Leakage and Wind Velocities on 
Heating Guarantees,” Mr. D. M. Quay, chairman. 

The report was read by: Mr. Whitten. 

On motion the report was accepted and placed on file. It was 
discussed by Messrs. Whitten, Carpenter, Barron, Cooper and 
Barwick. 

President Hoffman: We will take up next the report of the 
Committee on Legislation for New York State, Mr. D. D. Kim- 
ball, chairman. 

The report was read by Secretary Mackay. 


REPORT OF THE COMMITTEE ON LEGISLATION IN NEW YorK 
* STATE. 


( With discussions of a proposed act, and of the status of the laws 
of Massachusetts regarding ventilation. ) 


Gentlemen : In reporting for the Special Committee on Legisla- 
tion for New York State, the report must still be one of progress. 
During the summer and fall months much time was spent by the 
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committee in securing data and investigating conditions involved 
in the subject of factory loft ventilation. Later several con- 
ferences were held with the Commissioner of Labor, the real 
estate people and representatives of the American Association for 
the Advancement of Labor Legislation, which has become in- 
terested in the subject of factory loft ventilation. 

On the evening of December 14th a general conference was 
held at the rooms of the above association, at which were present 
representatives of that association, this committee, the real estate 
people, and also Mr. John Williams, Commissioner of Labor, and 
Mr. P. T. Sherman, former Commissioner of Labor. The mat- 
ter ‘was thoroughly discussed, and a Sub-Committee was ap- 
pointed consisting of Mr. Sherman, Mr. Williams, Mr. Bastine 
(representing the real estate people) and the chairman of this 
committee. This committee met later and further discussed the 
subject, the different members of the committee making sugges- 
tions and drafts for the various portions of the bill. This mat- 
ter was placed in the hands of Commissioner Williams to draft 
into a bill. This he did carefully and well, and a copy was sent 
to each member of the sub-committee. The matter was again 
carefully considered by the special committee on the part of this 
Society, and two suggestions were made which were accepted 
by the sub-committee above referred to. The proposed bill has 
been placed before an attorney for an opinion as to its present 
form, and we await his report. A copy of this bill is attached 
hereto. 

We are free to confess that the bill is not exactly in the form 
which we might desire, but we have met with the most strenuous 
opposition to some of the proposals advanced by our committee 
originally. We would especially prefer to see the reference to 
the CO, standard eliminated, as tending to -make the bill simpler 
and more successful in administration. However, we feel that 
this bill, if properly administered, will assure proper factory 
ventilation. 

It is proposed that the bill shall be introduced to the Legisla- 
ture by the American Association for the Advancement of Labor 
Legislation, which will give the bill the advantage of coming 
from a source free from prejudice or self interest. 

A large group of associations interested in the welfare of the 
working people has been interested in the subject, and these as- 
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sociations have agreed to use their influence and efforts to bring 
about its passage. The real estate people only are now in a posi- 
tion of opposition, and their position apparently is more that of 
desiring to see a bill which may be honestly enforced and with- 
out injury to their property interests. It is believed that we 
will be able to come to a satisfactory agreement with them, so 
that the bill may enter the legislature without opposition so far 
as is known. 

Suggestions and comment on the part of members of the So- 
ciety, or instructions from the Society regarding this bill will be 
appreciated. 

















4 Respectfully submitted, 
D. D. KimsBatt, Chairman. 
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AN ACT. 










To amend the labor law, in relation to ventilation in factories. 
The People of the State of New York, represented in Senate 
and Assembly, do enact as follows: 

Section 1. Section eighty-six of chapter thirty-six of the laws 
of nineteen hundred and nine entitled “An act relating to labor, 
constituting chapter thirty-one of the consolidated laws,” is 
hereby amended to read as follows: 

: 86. Ventilation and temperature. The owner, agent or lessee 
of a factory shall provide, in each workroom thereof, proper and 
sufficient means of ventilation, and shall maintain proper and suf- 
ficient ventilation ; if excessive heat be created or if steam gases, 
vapors, dust or other impurities that may be injurious to health 
be generated in the course of the manufacturing process carried 
on therein the room must be ventilated in such a manner as to 
render them harmless, so far as is practicable; in case of failure 
the Commissioner of Labor shall order such ventilation to be 
provided. Such owner, agent or lessee shall provide such ven- 
tilation within twenty days after the service upon him of such 
order, and in case of failure, shall forfeit to the people of the 
State, ten dollars for each day after the expiration of such twenty 
days, to be recovered by the Commissioner of Labor. 

Each and every workroom of a factory shall be provided with 
proper and sufficient means of ventilation and shall be kept prop- 
erly and sufficiently ventilated ; and such ventilation shall be pro- 
vided without causing injurious drafts and without lowering the 
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temperature in the working parts of the room unduly or in any 
event below sixty degrees Fahrenheit. A workroom shall be 
deemed insufficiently ventilated if the air in any of the working 
parts thereof is found to contain more than nine parts of carbon 
dioxide in ten thousand volumes of air in excess of the propor- 
tion in the exterior air. Provided, however, that a workroom 
shall be deemed to be provided with sufficient means of ventila- 
tion, if provided with means of ventilation which will supply 
constantly throughout the interior of the room at least twelve 
hundred cubic feet of air per hour for each and every person 
therein present or employed, and in addition at least one thou- 
sand cubic feet of air per hour for each and every cubic foot of 
gas burned per hour, such air to be taken from an uncontami- 
nated source; and such room shall be deemed to be sufficiently 
ventilated if such means of ventilation are constantly and prop- 
erly used. Provided further, however, that if excessive heat is 
created, or ‘if gases, fumes, vapors, fibre, dust or other impuri- 
ties are generated or released in the course of the manufacturing 
process carried on therein the room must be further ventilated 
in such a manner as to reduce such excessive heat and to remove 
such gases, fumes, vapors, fibres, dust or other impurities. A 
temperature in any workroom, except a boiler room, in excess 
of ninety degrees Fahrenheit shall be deemed excessive heat, 
unless the temperature of the exterior air also exceeds that de- 
gree. 

It shall be the duty of the Commissioner of Labor to apply 
and enforce the foregoing tests of the air in any workroom at 
the time of maximum occupation and when the unobstructed wind 
velocity in the vicinity of such workroom does not exceed eight 
miles an hour. 

It shall be the duty of the owner or lessee of a building used 
in whole or in part for factory purposes, and of the agent of 
either such owner or lessee, to provide in each factory workroom 
in such building proper and sufficient means of ventilation, pro- 
vided, that when the occupier or anyone through whom his right 
of possession is derived has agreed in writing to comply with the 
provisions of this section or an order issued thereunder, within 
his holding, and the owner, lessee or agent before or within 
twenty days after notice to him to provide such means of venti- 
lation, has furnished to the Commissioner of Labor a true and 
full copy of the lease or writing containing such agreement, the 
occupier instead of the owner or lessee, or their agents, shall be 
responsible for the performance of the duty herein prescribed. 

It shall be the duty of the occupier, within his holding, to main- 
tain proper and sufficient ventilation in each workroom; and if 
in the course of the manufacturing process carried on therein ex- 
cessive heat is created or gases, fumes, vapors, dust, fibre, or 
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impurities are generated or released, to provide and use in addi- 
tion such other and further means of ventilation as may be neces- 
sary to reduce such excessive heat and to remove such gases, 
fumes, vapors, dust, fibre or impurities, and when proper and 
sufficient means of ventilation have been provided in a work- 
room, it shall be the duty of the occupier constantly to use such 
means so as to keep the workroom properly and sufficiently 
ventilated. 

The term “occupier” as used in this section shall mean the 
tenant or lessee in actual possession of any part of a building 
which part is so used as to constitute in law a factory. 

If the Commissioner of Labor finds that a factory workroom is 
not provided with proper and sufficient means of ventilation he 
shall issue or cause to be issued to the owner or lessee of the 
building wherein such workroom is located, or to the agent of 
either such owner or lessee, or to the occupier, if he is responsible 
as hereinbefore provided, an order requiring such person to pro- 
vide means to properly and sufficiently ventilate such workroom 
within thirty days from the date of such order. Such order shall 
be deemed to be served when it has been deposited in the post in 
a prepaid wrapper directed to such person to be served, at his 
residence or customary place of business. If the Commissioner 
of Labor finds that in the course of the manufacturing process 
carried on in a factory workroom excessive heat is created, or 
gases, fumes, vapors, dust, fibre or impurities are generated or 
released, he shall issue or cause to be issued to the occupier, an 
order requiring him to provide such additional means as may be 
necessary to properly and ‘sufficiently ventilate such workroom, 
or to reduce such excessive heat or to remove such gases, fumes, 
vapors, dust, fibre or impurities within thirty days from the 
service of such order; and such-order shall be served as herein- 
before prescribed. 

The Commissioner of Labor shall include in the staff of the 
bureau of factory inspection an experienced heating and venti- 
lating engineer whose duty it shall be under the direction of the 
Commissioner of Labor to examine and approve or disapprove 
plans for ventilating factory workrooms and to decide engineer- 
ing questions arising in connection with the administration of 
this section; such decisions shall be subject to appeal to the Com- 
missioner of Labor. 

Any person having a duty to perform under the provisions of 
this section who fails to provide proper and sufficient means of 
ventilation in a factory workroom within thirty days after the 
service of the order hereinbefore prescribed, shall forfeit to the 
people of the State ten dollars for each day after the expiration 
of such thirty days, to be recovered by the Commissioner of 
Labor. Any occupier who fails to constantly maintain proper 
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and sufficient ventilation in any factory workroom shall be guilty 
of a misdemeanor. 
2. This act shall take effect immediately. 


DISCUSSION. 


Mr. Whitten: I would like to ask the significance of that state- 
ment that this test shall be taken when the wind is not more than 
eight miles an hour. 

Prof. Carpenter: You understand this bill is not what any one 
of us would like here as the law, but it seems about the best we 
can get. There are difficulties about an inspection of any kind, 
and inspectors may take advantage for their personal benefit. It 
seems to me if we can get this bill passed in some shape, that 
later we can easily get it amended; I believe that the general 
interest which is now felt on the subject of proper ventilation and 
proper health of workingmen will lead to the perfection of the 
law in a few years. This bill as it stands is not what the com- 
mittee would like to have, but what it is hoped that we can get. 

Mr. Whitten: I wonder what is the reason why the wind ve- 
locity enters into it at all. 

Prof. Carpenter: Let me tell you why it enters into the re- 
quirements of the bill. We have two standards in this bill, the 
volumetric standard and the chemical or CO, standard. A 
strong wind blowing against a room will affect the composition 
of the air and give a result different from that expected if we 
had no wind at all. We cannot restrict our examinations to a 
time when there shall be no wind, but we can require that the 
test shall not be made when the wind is blowing very hard, say 
above eight miles an hour. Under such conditions we believe 
that that CO, test would fail and would not show fair results. 

Mr. Whitten: I think you would find from a series of tests 
that I have made in that regard that you would get pretty nearly 
a fair average of an average building in this town, a loft build- 
ing, where the wind blew straight through it. If the rooms are 
divided or they were on the exposed or sheltered side, I find that 
the rooms on the leeward side usually contain a larger quantity 
of CO, than those on the exposed side. When there was com- 
paratively no wind the amount of CO, would then be fairly 
definitely distributed through the building; but the total amount 
of CO, under those circumstances that I have mentioned has in 
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almost every case been more in the rooms on the leeward and less 
on the windward, or evenly diffused if there was no wind. 

Mr. Chew: That bill represents a lot of work done by Mr. 
Kimball and Prof. Carpenter. The Commissioner of Labor was 
without any standards at all for forced factory ventilation, and 
he came to this Society or other societies for help, because he 
said that he wanted 2,000 feet of air per person. Then he ignored 
us, and we had to go to the Legislature and tell them we had a 
right to come because we had been there ten years and had acted 
for the whole of New York State in securing compulsory legis- 
lation laws for the schools. We talked with the joint committee 
of the Senate and House, who admitted that they were there in 
the interests of the people and realized that the property of New 
York State woull not be of any value except for the people who 
made it valuable. They were told that we didn’t care anything 
about what it might cost to make a building inhabitable, we in- 
sisted that the citizens should have proper treatment. When we 
asked questions about the temperature of boiler rooms, we found 
this had nothing to do with our committee, we only had to do 
with the positive injection of air into a room occupied as a fac- 
tory. This bill is a compromise measure, but fortunately we 
have some things in it that we want. We haven't the whole 
thing, but there is a place in the bill saying that there shall be 
an engineer employed by’ the Commissioner of Labor who is 
competent to pass on these things, and that a property owner, 
who is dissatisfied with what the engineer has done, can appeal 
to the Commissioner of Labor, and there are penalties if the law 
is not observed. 

Mr. Myrick: I was not trying to criticise the bill. I was only 
trying to apply it. Fortunately now the head of the Massa- 
chusetts District Police is with us. We have had a lot of agita- 
tion by various reformers who succeeded in getting a_ bill 
through, the Massachusetts Legislature last year. Their com- 
mittee had no engineer on it, only included a lawyer, a doctor, a 
labor agitator, two ladies and a mill-owner. We have a State 
3oard of Health that runs everything. I think you should get 
a bill like that of Massachusetts, which does not mean anything 
as a fixed standard, but is simply a recommendation. 

If you lay down a standard you give people a chance to attack 
the standard; but with a recommendation a commission may be 
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appointed. We have been trying to put the matter in the hands 
of the police, and take it away from the doctors, who have got a 
certain amount of our jurisdiction. 

If we should show we are not antagonistic, that we are simply 
educational, and want to co-operate in the passage of some bill 
something may be accomplished in the near future. 

Mr. Chew: We already have that law and the Commissioner 
of Labor has that authority, but he has had trouble, and that 
is the reason he looks to the Society for help. The people say 
he did not administer the law fairly. He says, “Gentlemen, leave 
this to me.’’ And in endeavoring to help him, this is the best 
that we can get from the different interests. 

The Labor Commissioner may say, “You have got to do so 
and so.” He has recommended one thing at one time, and with 
better judgment has recommended another one later, which is 
progressive, but unfortunately inconsistent, and the factory 
owner complains, saying, “You make me do one thing one time 
and another thing another time,”’ and he has come to us for help. 
We hope this law may go through. It is as much as we can get 
at the present time. We don't like it, but what you mentioned I 
think we have. 

Mr. Barwick: It seems to me, after a number of years, we 
have got about all we can get. In a number of the loft build- 
ings with a great number of windows, fair results are obtained 
with leakage through the windows, and it looks like a hardship 
to try to force 2,000 cubic feet of air per occupant of the build- 
ing. You cannot find any building in which you can compute 
what the occupancy is going to be. If you provide 2,000 cubic 
feet of air for each of one hundred occupants of the building, and 
it is occupied by only fifty, the owner is wasting money. If you 
provide for only fifty occupants in that floor and then more than 
fifty occupy it, you are below the standard set by the Society 
or by the State Government. This new measure has given us a 
standard which is very low, which we can conform to, and which 
is a fair allowance under the present conditions. In a very short 
time we can educate the people to a greater amount. 

Mr. Chew: In our talk before this Senate committee, Senator 
Grady asked me, “What is this CO, ?” 

“When you speak of CO, it is a mystery. If you want to 
make a test you come inside of this room and take the air out, 
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and then by careful chemical treatment of it find out what the 
chemical proportions of it are.” That was something of our 
discussion there. 

We would be glad to have some information from Mr. Joseph 
A. Moore, Deputy Chief of the Inspection Department of the 
District Police of Massachusetts. 

Mr. Moore: In Massachusetts we were very glad to get what 
we could at first. The first laws were in rather a crude shape 
and we kept working for more points. Finally we got a law that 
worked well until the medical inspectors of the State Board of 
Health stepped in and for two years deprived us of all authority. 
Our law now is different from what is generally understood. 
We have nothing to do at the present time with factories and 
work-shops. We did have until the authority was taken away 
from us in 1907, but in 1909 we got back part of our jurisdic- 
tion in connection with public buildings. The law covering this 
reads: 


“Every public building and every school house shall be kept 
clean and free from effluvia arising from any drain, privy or 
nuisance, shall be provided with a sufficient number of proper 
water closets, earth closets or privies, and shall be ventilated in 
such a manner that the air shall not become so impure as to be 
injurious to health. If it appears to an inspector of factories 
and public buildings that further or different sanitary, ventilat- 
ing or heating provisions are required in any public building or 
schoolhouse, in order to conform to the requirements of this 
section, and that such requirements can be provided without un- 
reasonable expense, he may issue a written order to the proper 
person or authority, directing such sanitary, ventilating or heat- 
ing provision to be provided. 

““A school committee, public officer or person who has charge 
of, owns or leases any such public building or school house, who 
neglects for four weeks to comply with the order of such in- 
spector, shall be punished by a fine of not more than $100. 

“Whoever is aggrieved by the order of an inspector, issued as 
herein provided and relating:to a public building or school house, 
may appeal to a judge of the superior court, as provided in Chap- 
ter 487 of the Acts of the year 1908.” 


I will say that the law is that the judge may either hear the 
case or he may appoint three disinterested persons skilled in the 
subject matter of the controversy. It allows the calling in of 
engineers or people that are competent to pass on it. Inspection 
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on the part of the State Board of Health is made under the 
following authority : 


“The State inspectors of health, or such other officers as the 
State Board of Health may from time to time appoint, shall 
make such examinations of school buildings as in the opinion of 
said board the inspection of the health of the pupils may require. 
The provisions of this action shall be enforced by the State 
inspectors of factories and public buildings.” 


There was another law enacted in 1909, which gave us more 
authority. It is contained in Chapter 354, Acts of 1909, and 
reads: 


“The chief of the district police, the deputy chief of the In- 
spection Department of the district police, and the inspectors of 
factories and public buildings may, in the performance of their 
duty in enforcing the laws of the Commonwealth, enter any 
building, structure or enclosure, or any part thereof, and ex- 
amine the method of prevention of fire, means of exit and means 
of protection against accident, and may make investigations as 
to the employment of children, young persons and women, except 
concerning health and the influence of occupation upon health. 
They may, except in the city of Boston, enter any public build- 
ing, public or private institution, school house, church, theatre, 
public hall, place of assemblage, or place of public resort, and 
make such investigations and order such structural or other 
changes, in said building, as are necessary, relative to the con- 
struction, occupation, heating, ventilating and the sanitary con- 
dition and appliances of the same. 

“Any person who hinders or prevents or attempts to prevent 
any member of the Inspection Department of the District Police 
from entering any building, structure or enclosure or part thereof 
specified in the preceding section shall be liable to a penalty of not 
less than $50 nor more than $100.” 


Our department years ago established a standard. It is not 
law in Massachusetts, but it has been practically accepted. It is 
practically that there shall be at least 30 cu. ft. of fresh air sup- 
plied per minute for each occupant of a school room, and at least 
that amount of vitiated air removed through the vent ducts, the 
temperature not to vary more than 3° F. at any occupied part of 
the room. We generally place our thermometers upon the cor- 
ner desks and at the teacher’s desk, making five thermometers. 
No uncomfortable draft is to be perceptible and no unsanitary 
odors shall be noticed in the building and the building must be 
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heated to 70° F. in any weather. Those requirements have been 
in force for years and are generally observed under that provi- 
sicn of the law conferring on the district police the authority for 
enforcing the law. 

Mr. Jas. H. Davis: I would like to ask if that Massachusetts 
law applies to parochial and private schools? 

Mr. Moore: Our law applies to schools seating 10 or more 
persons at onetime. A section of our law reads: 


“No building which is designed to be used, in whole or in 
part, as a public building, public or private institution, school 
house, church, theatre, public hall, place of assemblage or place 
of public resort, and no building more than two stories in height, 
which is designed to be used above the second story, in whole or 
in part, as a factory, workshop or mercantile or other establish- 
ment and has accommodations for ten or more employees above 
said story and no building more than two stories in height de- 
signed to be used above the second story in whole or in part as a 
hotel, family hotel, apartment house, boarding house, lodging 
house, or tenement house, and has 10 or more rooms above said 
story, shall be erected until a copy of the plans thereof has been 
deposited with the inspector of factories and public buildings for 
the district in which it is to be erected by the person causing its 
erection, or by the architect thereof. Such plans shall include the 
method of ventilation provided therefor, and a copy of such por- 
tion of the specifications therefor as the inspector may require. 
Such building shall not be so erected without sufficient egresses 
and other means of escape from fire, properly located and con- 
structed. 

“The certificate of the inspector, endorsed with the approval 
of the chief of the district police, shall be conclusive evidence of 
a compliance with the provisions of this chapter unless, after it is 
granted, a change is made in the plans or specifications of such 
egresses and means of escape without a new certificate therefor. 
Such inspector may require that proper fire stops shall be pro- 
vided in the floors, walls and partitions of such buildings, and 
may make such further requirements as may be necessary or 
proper to prevent the spread of fire therein or its communication 
from any steam boiler or heating apparatus. 

“Sec. 23. No wooden flue or air duct for heating or venti- 
lating purposes shall be placed in any building which is subject 
to the provisions of Sections 24 and 25 (the sections refer to 
buildings such as those already described, coming under the in- 
spection of the fire inspectors), and no pipe for conveying hot air 
or steam in such building shall be placed or remain within 1 inch 
of any woodwork, unless protected to the satisfaction of said 
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inspector, by suitable guards or casings of incombustible material. 

“Sec. 24. Whoever erects or constructs a building, or architect 
or other person who draws plans or specifications, or superintends 
the erection of a building, in violation of the provisions of this 
chapter, shall be punished by a fine of not less than $50 or more 
than $1,000.” 

I would say that we did not succeed in obtaining all those 
laws at once. We got what we could at first and then started in 
and added to it as fast as we were able. 

President Hoffman: We have last on our program four topics 
for discussion, which we will take up at this time. _ The first one 
is: “Objection to the Making of Plans by Manufacturers for the 
Installation of Their Apparatus.” 

The topic was briefly discussed by Messrs. Barwick, Whitten 
and Barron. 

The next topic, ‘““The Desirability of having ‘Ventilating Laws 
Apply to Private as Well as Public Schools,’ ” was discussed very 
briefly. 

President Hoffman: We will pass on to question 3, topic for 
discussion, ““The Use of Vacuum Systems in Heating Buildings.” 
Is the gentleman here who proposed the question? If there is 
no discussion we will pass on to No. 4, “Smokeless Combustion 
in Steam Heating Plants.”’ 

Mr. Barwick: That topic is a pretty hard proposition to talk 
upon. I do not think that we are at the present time capable of 
taking it up. A smokeless furnace is a pretty hard thing to find. 

President Hoffman: Any more remarks upon the smokeless 
furnace? Are there any papers that have not been presented or 
any subjects that you wish to call before the Society ? 

Mr. F. K. Davis: I have a resolution I would like to offer if I 
may be permitted at this time. I will read it: 

“Whereas, our honored member, Mr. William M. Mackay, 
has for the past twelve years been the Secretary of this Society, 

“And Whereas, he has discharged ‘his duties with marked 
fidelity and devotion and to the credit of the Society ; 

“And Whereas, at this time he is retiring from this office ; 

“Be it Resolved, that the gratitude and thanks of this So- 
ciety be extended Mr. William M. Mackay for his earnest and 
unflagging interest in the work of the Society; 

“And be it further Resolved, that a rising vote of thanks be 
tendered him; and be it further resolved that these resolutions be 
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engrossed and tendered Mr. William M. Mackay in further testi- 
monial of our appreciation and regard.” 

The resolution was seconded and unanimously carried by a ris- 
ing vote. ; 

Mr. Barron: There were a number of applicants for member- 
ship rejected in the last letter ballot for members. I think that 
something ought to be done in the matter, as there seemed to be 
valuable material among the number. 

The subject was discussed at length by Messrs. Barron, W. M. 
Mackay, Chew, James Mackay, Quay, Addams, Carpenter, Whit- 
ten, Snow. 

On motion of Mr. Barron, it was resolved to refer the rejected 
names to a committee to be appointed by the new President, said 
committee to report to the new Board of Governors. 

On motion of Mr. Whitten, the clauses in the constitution that 
state the number of votes against a candidate for membership re- 
quired to reject him were referred to the committee on Revision 
of the Constitution for special consideration. Fr 

Prof. Carpenter: Mr. Andrew Harvey, past President of the 
Society, has attended I think nearly every meeting since he has 
been a member. He is now sick and unable to be with us. I 
would like to offer a resolution authorizing our Secretary, Mr. 
Mackay, to send him a telegram expressing the regret of the 
members present that he was unable to attend. 

The motion was seconded and carried. 

Mr. Quay: In discussing the question of air leakage, the 
proposition to heat buildings by direct radiation, placing the radi- 
ators on the inside walls, with the rooms bottled up with no air 
leakage, is a very different proposition from a building heated 
and ventilated by mechanical ventilation. This is comparatively 
new to ventilating engineers, and I think that there should be a 
committee appointed to consider thoroughly this whole question 
and bring in a report at the next annual meeting as to not only 
the best location of radiators, but also the question of ventitation 
in the building with air-tight closed windows, and heated by di- 
rect radiation. Buildings that are heated by direct radiation 
surely need some ventilation. And I make a motion that, if we 
already have a committee, this matter be referred to it, but if 
not that a committee be appointed to make a report at the next 
annual meeting on this subject. 
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Mr. Barron: There has been a great deal of discussion here on 
direct radiation, in a paper that was read on ventilation. I sug- 
gest to Mr. Quay that all that matter that is solely confined to 
direct radiation should be separated by the editor in the pro- 
ceedings, so that it will not be part and parcel of a paper on 
ventilation. 

Mr. Myrick: I know one case here where a mechanical system 
of heating was installed and the question came up as to window 
leakage, and that was considered a very dangerous thing. So it 
was remedied by fixing the window so that it was airtight, double 
windows or something of that sort; and the ventilating engineer 
came around a short time afterwards and found a solid window, 
absolutely no leak, and he proceeded to cut a hole in that window 
and put a window ventilator in to let some air in, right alongside 
of the one that had been stopped up. 

President Hoffman: The motion is to appoint a committee to 
investigate methods of ventilation in rooms heated by direct 
radiation. Is that the motion, Mr. Quay? 

Mr. Quay: Either that or to refer it to one of the present com- 
mittees. 

The motion was put to a vote and carried. 

Secretary Mackay: I move that all committees of the So- 
ciety that have completed their labors be discharged with the 
thanks of the Society, and that such committees be continued 
with such change in personnel as the new President may see fit 
to make. 

The motion was seconded and carried. 

President Hoffman: There is a motion and second before the 
house that the work of the Auditing Committee be accepted and 
that the committee be discharged. 

The motion was put to a vote and carried. 

Mr. Quay: If it is the proper time I move that all unfinished 
business be referred to the incoming Board of Governors. 

The motion was seconded, put to a vote and carried. 

President Hoffman: The Chair will appoint the following men 
to escort the President-elect to the Chair: Prof. Carpenter and 
Mr. William M. Mackay. 

The committee escorted President-elect Bolton to the chair. 

President Hoffman: The same committee will escort the Vice- 
President-elect to the platform. 
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The committee escorted Vice-President-elect Franklin to the 
platform. 

President Hoffman: I understand Mr. Allen, the First Vice- 
President, is not here. The next in-order is for the committee, 
Mr. Snow and Mr. Hale, to escort Secretary Macon to the chair. 

Secretary-elect Macon was escorted to the chair. 

President Hoffman: This same committee will escort the 
Treasurer, Mr. Scollay, if he is here, and the members of the 
Board of Governors to the front. 

Gentlemen of the Society: I take great pleasure in turning over 
the affairs of the Society to this body of gentlemen that you have 
just elevated to high positions to guide and instruct you for the 
next year. I wish to retire, thanking them and thanking you 
for your very great kindness in supporting me during the past 
year. 

President-elect Bolton assumes the chair. 

President Belton: Gentlemen, in assuming the honorable duties 
that you have so kindly placed upon me, I do so with a great 
sense of the responsibility and of the opportunities that lie before 
us as a Society, and in the work of presiding at your gatherings, 
I realize the advantage that I possess in having observed the 
course of a predecessor, who has managed so well the affairs 
of the Society during the past year. 

We will now proceed with the business before us. 

On motion of Mr. Boyden topic No. 5 was referred to one 
of the committees dealing with kindred subjects, to report on it 
at the summer meeting. 

On motion of Prof. Carpenter the remaining topics for discus- 
sion were laid over for the summer meeting. 

On motion the meeting adjourned. 
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PIPE LINE DESIGN FOR CENTRAL STATION 
HEATING. 


BY B. T. GIFFORD. 
(Member of the Society.) 


The author will endeavor to outline a method he has used 
in designing central station heating pipe lines as to size and 
capacity, and give such information and facts as he has found 
to be reliable, also some curves which he has found to be trust- 
worthy. 

It is not the intention to convey the idea that this method 
is the most perfect, but rather to explain the method with the 
hope of bringing out a discussion along the lines of this paper. 

In the design of a central station heating plant two things 
must be definitely determined: the location of the central sta- 
tion and the amount and location of the business to be served. 
The location of the power house should be governed by the 
location of the territory to be served, also the urgent need of 
a switch for fuel purposes. In fact, about the same things de- 
termine the location of a heating plant as would determine 
the location of any central station. The business to be served 
is in many cases very difficult to ascertain, owing to the uncer- 
tain growth of the city, and the fact that it is necessary for 
financial reasons, to have, if possible, every foot of pipe line 
earning some return on the money invested in it. New build- 
ings will be built and the present buildings may be enlarged, 
so a great deal of care and thought should be spent on this 
part of the design. 

A method the writer has used for some time with very satis- 
factory results is as follows: First, prepare a map of the city 
drawn to scale, and of a convenient size to carry in the field, 
sometimes it is necessary to divide the map into two or more 
parts. Show on this map all streets and alleys, and the rela- 
tive elevation of each street intersection. Note also the paved 
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streets and the kind of pavement. On the map show also 
each building and its location and mark the kind of building, 
whether business, church, residence, bank, hotel, etc., to- 
gether with this, the number of feet of radiation it will require 
to heat each building. After this information has been se- 
cured, make a survey and a careful study of the different sec- 
tions of the city, noting on the map the best sections for the 
central heating plant to serve, taking into consideration at all 
times, the future growth of the city. It is in this part of the 
design that experience is needed, and many times the engi- 
neer will find he has made a poor guess. The word guess is 
used because in many cases central heating plants have grown 
beyond the wildest dream of their designers. 

In a good residence section of homes, owned by people of 
moderate wealth, ninety per cent. of the present business will 
be connected within five years. Any vacant lots in such a sec- 
tion should be considered as built up with a building to com- 
pare favorably with the surrounding buildings. 

In a business section sixty to seventy per cent. of the avail- 
able business will be connected within five years. This is 
greatly dependent upon the kind of heat to be sold, whether 
steam or water, and whether the buildings are already 
equipped for heating with steam or water. As a rule steam 
service is more popular in business sections, while in residence 
sections water seems to‘be more universally sought. 

The rapidity with which business is connected to a plant de- 
pends upon the company managing the property, but the de- 
signer should anticipate a rapid growth in the number of con- 
sumers and the amount of business. After having determined 
the location and amount of business and the central station lo- 
cation, work on the detail design can be started. 

Commence by laying in the lines on the map, in such a way 
as to reach the greatest amount of business on the least num- 
ber of feet of pipe line. This requires oftentimes the cut-and- 
try method. Whether td use alleys or streets depends upon 
two things. First, the relative cost of street and alley con- 
struction; second, the location of the buildings relative to the 
street or alley. The author has found that alley construction, 
other things being equal, will cost fifteen to thirty per cent. 
more for the labor, owing to the difficulty of working in such 
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a narrow place. Another thing affecting the cost of construc- 
tion is the pavement which has to be taken up and relaid. 

In most cities the heating companies are obliged to bring 
their service pipes to the curb line in the street, and to the 
property line in the alleys. This item of expense should not 
be overlooked, for in a wide street the extra cost for service 
lines will more than eat up the saving in labor effected by 
street construction. 
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We will assume for calculation a good residence section, as 
shown in Fig. 1, Block 2. We can assume that we will get 
ninety per cent. of the available business in this block, which 
is approximately 10,500 sq. ft. of water radiation, or approxi- 
mately 6,300 sq. ft. of steam radiation. 

We are obliged to allow for future extensions for Block No. 
I, and possibly more yet, but in this lay-out we will assume 
that eventually Block No. 1 will equal Block No. 2. Block 
No. 2 is 400 feet long, and Block No. 3 is the same length. 
We have altogether 21,000 sq. ft. of water radiation to handle, 
but some of it will be taken off in the first 100 feet, and about 
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twenty-five per cent. of it will be served by the time we reach 
the centre of Block No. 2, twenty-five per cent. more will be 
taken off by the time we reach B Street, and twenty-five 
per cent. off when we reach the centre of Block No. 1. The 
last twenty-five per cent. by the time we reach the west side 
of Block No. I. 

In designing a central station hot-water pipe line, the au- 
thor has found it better practice to throw most of the line 
friction in the trunk line and to have the friction loss in the 
laterals very small, and to make the friction loss in the laterals 
in proportion to the circulating pressure (difference in pres- 
sure) at the point the lateral begins. As example we will as- 
sume that at the point of the lateral for Blocks No. 1 and No. 
2 the circulating pressure is five pounds. Now we must have 
at least one pound of circulating pressure at the end of the 
lateral, therefore we can lose four pounds in friction between 
the ends of the lateral, or one pound per two hundred feet, 
which is five-tenths of a pound per one hundred feet. We 
then have the following condition: 


First 200 ft. of line must handle 21,000 sq. ft. of radiation 
“ “ “ “ 


Second “ “ “ 15,750“ “ “ 
Ses * et uae a . 
From curve No. 1 we find a six-inch pipe will handle 21,000 
sq. ft. with this friction loss, and five inch will handle 15,750 
sq. ft., a four and one-half pipe will handle 10,500 sq. ft. with 
a one-half pound loss, and a three and one-half-inch pipe will 
handle 5,250 sq. ft. of radiation with this friction loss. 

A rule the author has followed is to never run a smaller 
water main than three inch in the initial lay-out, this will al- 
ways allow for some future extensions. 

In figuring a branch line off of a lateral, consider the cir- 
culating pressure at the point the branch leaves the lateral, 
as the originating pressure and one pound as the circulating 
pressure at the end of the branch. Some very interesting 
problems are found in this work. 

The author advocates the use of pipe bends instead of el- 
bows or fittings in the lateral lines. 

There has been a practice made use of by some engineers 
to run a larger return line than flow line, for instance, a three- 
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inch flow and a four-inch return line. This method, it is 
claimed, gives a more equal circulating pressure all over the 
pipe line system. The author has found that by limiting the 
heavy friction loss to the main trunk lines, that this objection 
is as equally well overcome and the investment is slightly re- 
duced. 

In designing a central station steam pipe line the same 
general plan is used. In this case, however, the friction loss 
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is dependent upon the maximum back pressure allowed on 
the engines if connected as a by-product plant. A live steam 
central heating plant should be designed along the same gen- 
eral plan as a hot-water heating system, with twenty-five 
pounds as the maximum pressure on the pipe line. Curve 
No. II shows the curves used for the steam pipe capacities. 
Let us assume the same territory, viz., Blocks No. 1 and 2, to 
lay out a steam-heating pipe line. In this case we will also 
assume that the original pressure, where this line begins, is three 
pounds. We will want at least one pound pressure at the end of 
the line. We can, therefore, lose two pounds in friction, This 
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allows us 0.25 Ib. per 100 feet. In the case of steam pipe line we 
have the following conditions: 


First 200 ft. of line must handle.............. 12,000 sq. ft. of radiation 
—— eS ™ - 1 Abhdhaiedbaee —- ¥ 
a ia <_ oT ae * 
— ™ Db nindebdanaas 3,000 ** 


From curve No. II a six-inch line will handle 12,000 sq. ft. 
of radiation, a five-inch line will handle 9,000 sq. ft., but the 
friction loss will be too great (0.54 lb.), therefore we will con- 
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tinue the six inch 100 feet beyond the first section, viz., 300 
feet in all, and the last 100 feet we will make five inch. A 
four and one-half inch line will handle the third section of 
6,000 sq. ft. of radiation and a four inch will suffice for the last 
section .handling 3,000 sq. ft. As in the case of hot-water 
heating, there should be a minimum size to install as a main 
and in steam heating the author has fixed upon four inch as 
a minimum. The above pipe sizes are figured with the steam 
and condensation going in the same direction. If going in 
opposite direction a greater friction loss will be sustained. 
There are, of course, other methods of designing central 
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station pipe lines somewhat more elaborate and a great deal 
more lengthy, but the method outlined is accurate for any 
central station lay-out, and has the advantage of being rapid 
as well as reliable. 

The detail of the construction, such as insulation, method 
of handling, expansion and contraction anchors, taps, drainage, 
etc., will not be considered here, although the capacity of a given 
sized line is seriously affected by faulty construction, and this 
point should be carefully considered. 


DISCUSSION. 


Mr. Bishop: I think the details given are faulty, and very mis- 
leading, in that no allowance is made for effects of drop in pres- 
sure and loss in carrying capacities due to good or to poor insula- 
tion. Certainly you would not expect to run a line of pipe in the 
open air uninsulated, and secure satisfactory service, and be able 
to deliver the quantities of steam named. The author should have 
assumed some loss per square foot in the underground line, re- 
ferring to it as transmission loss. He should have also assumed, 
I think, in order to make the table of any value, either some 
quantity of B.t.u. thrown off per sq. ft. of radiation per hour, or 
some quantity of steam condensed per sq. ft. of pipe surface 
per hour at the pressure named, 3 lb. 

Looking through the table I note that a 6-in. hot water pipe 
will handle 21,000 sq. ft. of radiation, after allowing for the fric- 
tion loss assumed by the author; while in a following table he 
states that a 6 in. steam main (friction allowed) would provide 
the necessary steam to take care of only 12,000 sq. ft. of radia- 
tion—a little more than half as much; while in curve II he shows 
that a 6-in. steam main with a one Ib. drop will provide for about 
23,000 sq. ft. of steam radiation; thus his figures become incon- 
sistent. 

I think it is quite necessary to apply some factor of insulation 
efficiency, in connection with the table of delivery losses, to de- 
termine the quantity of steam that can be conveyed in pipe of 
various diameters, and, further, to eliminate “square feet of 
radiation to be served,” substituting “pounds of steam’’ to be 
delivered. 

Mr. James Mackay: I would like to ask Mr. Bishop what is 
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his practice as to size given for amounts of radiation and how 
he would estimate the friction loss. 

Mr. Bishop: In designing an underground steam distribution 
system, I use the capacity tables which have been worked out by 
the American District Steam Company. When their present 
method of construction and insulation was first experimented 
with, a table of capacities was evolved for the various sizes of 
supply mains, operated under pressure of from 5 lb. to 50 Ib. above 
atmospheric pressure, per sq. in. Records since then have been 
constantly kept, and necessary changes in the capacity tables have 
been made. During the past five years or more practically every 
central station steam company has begun operation under the 
meter system of charging, and many companies have adopted the 
meter system who, previous to the time of the perfection of a re- 
cording meter, had been furnishing steam under the flat rate sys- 
tem of charging. The records supplied by these companies have 
shown beyond any possibility of argument that the quantity of 
steam condensed per sq. ft. of radiation, under exactly similar 
weather conditions, varies tremendously. The consumption of 
steam per 1,000 cu. ft. of space heated, under similar weather 
conditions, and with relatively the same glass and wall exposure, 
and same building construction, shows less variation but differ- 
ences of at least 100 per cent. 

These conditions being known, all reference to quantity of 
radiation to be connected‘is ignored, and all calculations per- 
taining to sizes of supply mains to be installed are made with 
reference to the quantity of steam to be delivered under a pre- 
determined pressure and with pressure losses of one-half lb. per 
1,000 lineal feet of underground mains. 

Mr. Donnelly: The author states that when the steam is going 
in the opposite direction to the drainage of condensation, a 
greater friction loss would be sustained. I can give some fig- 
ures on that. If the steam is flowing in the pipe and the con- 
densation is coming in the opposite direction, we expect a reason- 
able pitch in the pipe. It is possible to figure very closely the 
head of water which must be maintained in order to balance the 
velocity head of the flow of steam. 

This is a very nice illustration of the conversion of a velocity 
head of steam into a static head of water. For instance, if the 
velocity head is 16 ft. per second, which is higher than one-pipe 
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radiator practice, the head of water necessary to balance the 
velocity head would be about 0.03 in. A smaller head of water 
would result in the water being blown back until the water ac- 
cumulated and balanced it. The water would then have to rise 
somewhat higher in order to flow in the opposite direction. This 
head of water becomes more serious in pipes of small size and 
much more serious with higher velocities. With a velocity of 32 _ 
ft. a second, it is 0.12 in. With 64 ft. a second, which is not 
getting up very high, it is 0.48 in. With 128 ft. a second, which 
is quite high, it is 1.92 in. That would be the minimum height 
of the condensation which would balance the velocity head of 
the steam in the opposite direction. 

To my mind, one of the most necessary things to know, in 
connection with circulating steam, is what these velocities should 
be for different-sized pipes. We should know the sort of drain- 
age we are getting, and when the condensation is being blown 
up the riser and when the condensation is really running back. I 
have visited plants where the specifications read that the water 
of condensation should run back against the flow of steam, and 
where the water did not run back at all, but was carried in the 
opposite direction to some drip point. 

Mr. Jellett: One other factor enters into the problem of the 
central heating station, and that is whether the measurement is 
by meter or per sq. ft. of radiating surface served. My reason 
for saying so is that I was employed not very long ago to make 
an examination of a central heating station. The heating equip- 
ment covered quite a large area. As they had changed from an 
annual charge based on per square feet of radiation to the meter 
system, the whole town was up in arms, and we were employed 
by the members of a property owners’ association to determine 
whether the charges were fair or otherwise. When we com- 
menced to collect data we found that some houses, which had 
600 or 700 sq. ft. of heating surface, were actually condensing 
much more than other houses with 1,500 sq. ft. of heating sur- 
face. I therefore sent men out to count the number of open 
windows in the morning, when rooms were being aired, and I 
found that the occupants of a number of the small houses, be- 
cause they had been in the habit of buying heat by the year, used 
all they pleased, and nobody ever thought of shutting any of 
the valves or closing any of the windows. The meter tests 
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showed not over three per cent. variation from the standard. So 
we notified the citizens’ committee to issue a printed set of rules 
to the members, urging them to use the same reasonable care as 
though they were using coal from their own coal bins, and they 
would not have so much fault to find with the central station. 

Mr. Bushnell: The company with which I am connected in 
Chicago has for the past ten years had the work of handling and 
operating heating plants. Some of them have been installed un- 
der the direction of some of the engineers in this Society, while 
we simply operate them after they are installed. Accordingly we 
meet with a good many points which develop under actual service 
conditions. 

I notice in reading over this paper of Mr. Gifford’s that he has 
arrived at the same conclusion that we have in our underground 
work in Chicago, namely that with the average underground pipe 
line system 25 or 30 lbs. steam pressure is about as high as is 
advisable where you cannot get at the pipes. With higher pres- 
sures than that, it is necessary to have a tunnel system, so that 
the bends and connections may be inspected and, if necessary, 
be repaired from time to time. 

Another matter that I was interested in is his point that the 
laterals should have the least drop. That is a rule which we 
have used for years in connection with wiring distributions, al- 
lowing the main drop in the trunk line and figuring on a very 
small drop in the laterals. : I believe that as the distribution of 
steam gets to be on a more scientific basis, some of the rules 
which have been worked out in electrical distribution will be 
found to apply in a similar manner to the handling of steam. 

Another point mentioned corresponds exactly with our own 
experience. We have served quite a number of buildings for the 
past few years, on which we have kept a careful record as to the 
cost of heating. On a number of these we have checked up the 
cost with the amount of radiating surface. We find that the 
amount of heating units required per year per square foot of 
radiating surface installed Varies over 100 per cent. Accord- 
ingly we have practically abandoned the idea of trying to figure 
our heating estimates on the basis of the number of square feet 
of radiation installed. 





CCXXXIII. 


REPORT OF COMMITTEE ON RATING OF HEATING 
BOILERS. 


' The work done by the Committee on Rating of Heating 
Boilers has been in accordance with the following vote of the 
Society: “ Resolved: That it is the sense of this Society, that 
in the absence of any standard for rating of steam and hot water 
heating boilers, one should be established, based on coal con- 
sumption per square foot of grate surface and efficiency.’ 

In order to determine the method of rating, it is first neces- 
sary to decide what unit will be used as the output of heating 
boilers, and this Committee recommends that a square foot of 
direct heating surface be used as the unit of rating, based upon 
the assumption that a foot of direct steam heating surface gives 
off 250 B.t.u. per hour, and that a foot of direct water heating 
surface gives off 150 B. t. u. per hour. 

In order to determine the output of any heating boiler in 
the form of heat it is necessary to know the heat value of the 
coal burned, the rate of combustion, and the efficiency of the 
boiler. This Committee considers that it is within the province 
of this Society to recommend a standard heat value for coal, 
upon which ratings shall be based, and recommends that 12,000 
B. t. u. per Ib. of coal be that basis. 

This Committee considers that it is not within its province 
to fix arbitrarily either the rate of combustion for different sizes 
and makes of boilers, or the efficiency of different sizes and 
makes of boilers, believing that both of these are functions of 
the manufacturer. Consequently, this Committee suggests that 
all ratings of heating boilers, in order to be in accordance with 
the standard of The American Society of Heating and Ventilat- 
ing Engineers, shall be based on the square feet of steam radia- 
tion or water radiation, with the values given above, accom- 
panied by a definite and stated rate of combustion and of boiler 
efficiency in each case. It must be understood that the ratings, 
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whether based on steam or hot water surface, include not merely 
the actual radiators connected, but what might be called the 
“equivalent value”’ of all radiating surfaces, including piping, 
valves, etc., beyond the supply nozzle of the boiler and back 
to the return outlet of the boiler. The reason for suggesting 
the use of square feet or direct radiation as the basis instead 
of the B.t.u. is that there is thus avoided a change from 
the present established methods, to which the layman buyer is 
largely accustomed, to a unit with which the layman is very 
much less familiar, and which is, consequently, more puzzling. 

It may be objected that this seeming simplicity of method is 
at the cost of a failure to take into account all the variable con- 
ditions, such as temperature of flue gases, power of draft, tem- 
perature of feed water, pressure at which steam boilers are run, 
etc., but in this connection it is to be noted, that the efficiency 
of the boiler, which is to be stated by the manufacturer, neces- 
sarily takes into account all of these things. This Committee 
considers itself as not warranted in going further than to sug- 
gest that the efficiency should be uniformly based on two pounds 
of steam pressure per square inch for steam boilers and on 180 
degrees Fahr. supply temperature for water boilers, and should 
assume ordinary gravity return in each case. It is the opinion 
of this Committee, however, that the exact conditions under 
which the efficiencies are to be based should be definitely deter- 
mined by the Society, just as the conditions under which power 
boiler tests shall be run and the results recorded, have been de- 
termined by the American Society of Mechanical Engineers, 
but this Committee believes that this work should be under- 
taken by a separate committee on Testing which should be en- 
gaged on this particular standardization alone. 

Attached hereto will be found a table showing ratings per 
square foot of grate surface, for boilers of different efficiencies 
with different rates of combustion. This table has been prepared 
to show the range over which ratings may vary with various 
rates of combustion and efficiencies. 

In accordance with the above this Committee makes the fol- 
lowing recommendations : 

1. That the unit of output of heating boilers be a square foot 
of direct steam radiation, assumed to give off heat at the rate 
of 250 B.t.u. per hour, or a square foot of direct hot water 
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radiation assumed to give off heat at the rate of 150 B.t. u. 
per hour, and that for the purpose of determining the load of 
any boiler, all of the radiating surfaces, of whatever nature, be 
reduced to “equivalent direct steam” or “ equivalent direct 


water radiation.” 
2. That all ratings of heating boilers be accompanied by state- 
ments of the rate of combustion in pounds of coal per square 


RATINGS OF CAST IRON BOILERS IN TERMS OF SQUARE FEET OF DIRECT STEAM 
RADIATION PER SQUARE FOOT OF GRATE AREA, WITH DIFFERENT RATES 
OF COMBUSTION AND DIFFERENT BOILER EFFICIENCIES. 


AssumpPTions.—(a) Coal heat value = 12,000 B. t. u. per pound; (b) boiler efficiency = 
ratio of heat given off beyond nozzle to heat-value of coal burned; (c) one square foot of direct 
steam radiating surface gives off 250 B. t. u. per hour. 

Norse.—All radiating surface giving off different amounts of heat than 250 B. t. u. per hour 
per square foot may be reduced to “equivalent direct surface” at 250 B. t. u. per hour per 
square foot for use in connection with this table. 





| 
BOILER EFFICIENCIES. 
(Per Cent.) 


50.0] 52.5| 55.0| 57.5| 60.0| 62.5] 65.0| 67.5! 70.0| 72.5| 75.0 


SQUARE FEET OF DIRECT RADIATION. 


25.2 | 26.4| 27.6 
50.4) 52.8 | 55.2 

75.6 | 79.2) 82.8 
100.8 | 105.6 | 110.4 
126.0 | 132.0 | 138.0 
151.2 | 158.4 | 165.6 
176.4 | 184.8 | 193.2 
201.6 | 211.2 | 220.8 
226.8 | 237.6 | 248.4 
252.0 | 264.0 | 276.0 
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Example of Use of Table.—If 4 pounds per sq. ft. of grate per hour are burned under a boiler, 
the efficiency of which is 60% with 6 sq. ft. of grate, what will be the capacity of the boiler? From 
the table, the radiation surface per sq. ft. of grate = 115.2 sq. ft., so that the total for 6 sq. ft. of 
grate = 691 sq. ft. of direct steam radiation. 


foot of grate and of the efficiency of the boiler; the grate area 
to be the mean area of the fire grate and the efficiency to be 
the ratio of the total heat units given off between the supply 
nozzle of the boiler and the return outlet, to the total B. t. u. 
assumed to be given off by the combustion of the coal, on the 
basis of 12,000 B. t. u. per Ib. of coal. 

3. That the Committee on Tests be requested by the Society 
to standardize the conditions under which the efficiencies of 
heating boilers shall be determined in accordance with the above 
definition. 
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4. That the Society take steps to obtain the codperation of 
boiler manufacturers in adopting the above recommendations in 
the rating of their boilers; that is, to have all-boiler manufac- 
turers rate their boilers as suggested above and publish the rate 
of combustion and the efficiency of the boiler for each rating. 

Respectfully submitted, 
Epw. D. DENsMorRE, Chairman, 
REGINALD P. Botton, 
James Mackay, 
James A. DonNELLy, 
RALPH COLLAMORE. 


DISCUSSION. 


Mr. Harding : The matter of the intrinsic worth of any product 
is capable of being figured out. The matter of its commercial 
worth is another thing entirely. The matter of psychology 
enters in when you go into the commercial proposition, and when 
you come to get a rating for a boiler that is to be sold in the 
market, commercially, you differentiate very largely from the 


technical and the engineering and the exact qualifications for that 
particular boiler. And when we endeavor to base the capabilities 
of a boiler upon the matter of B.t.u. in its efficiency, in the 
consumption of fuel, then there is an uncertainty. 

We all recognized this during the time of the coal a 
when the Philadelphia & Reading Coal and Iron Company de- 
livered to us a coal containing many less B. t. u. per ton than we 
used to get in the earlier days. And it is difficult to find a stand- 
ard upon which to base capacity, the ability to generate steam 
per square foot of grate, for instance. 

I have found in my own personal experience that for the 
average quality of coal, in a boiler of fairly good construction, 
with a reasonable amount of direct fire surface, flue surface and 
grate surface, the only safe proposition is to assume that best 
results will be obtained on the basis of 8,000 B.t.u. per Ib. of coal 
delivered to the radiating surface ; assuming that uncovered pipes 
and pipe risers are figured as radiation; that every distributing 
pipe, either a riser or a main, is covered with a good non-con- 
ducting covering. And I say that 8,000 B.t.u. is the only 
safe value upon which the manufacturer or the engineer in the 
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business of installing that character of plants finds it safe to 
calculate; assuming that every square foot of radiation, in a 
temperature of zero, with a temperature of 219 or 220 deg. in the 
head pipes, will radiate 276 B.t.u. per hour. 

Let us assume, for instance, that a boiler that contains any- 
where from 3 to 5 sq. ft. of grate area will not consume more 
than from 4 to 4% or 5 lbs. of coal per sq. ft. of grate per 
hour ; and as we increase the size, not over say 7 pounds of coal 
per sq. ft. of grate per hour. Within those limits let the com- 
mittee define what constitutes a properly constructed boiler. I 
think that 8,000 B.t.u. per Ib. of coal is the limit, that it is safe 
to go, with the average quality of coal that we get out in Penn- 
sylvania from the anthracite vein. 

Prof. Kent: There seems to be a large difference between 
12,000 B.t.u. in the paper and 8,000 mentioned by Mr. Harding. 
I think it may be the result of taking this table of 12,000 B.t.u. 
as the heating value of a pound of coal, and by assuming 61 per 
cent. efficiency, we have 8,000. That is what we will get from or- 
dinary everyday practice, including loss of radiation from the 
line pipes to the radiating surface. So there is not much differ- 
ence after all. I regard this figure of 12,000 B.t.u. per Ib. as good 
a figure as can be got; that is, anthracite coal will run from 
14,800 to 15,000 B.t.u. per lb. of combustible, the last figure being 
some of the anthracite of the Lykens Valley, which runs rather 
high in volatile matter. Assuming 15,000, and taking off 20 
per cent. for ash and moisture, gives 12,000; now 20 per cent. 
is surely enough to allow for moisture and ash in coal that would 
be used in house-heating boilers. It may be they are using poorer 
coals, such as buckwheat and rice, in large electric light plants. 
A higher figure than 8,000 (say 9,000) can be adopted for egg 
coal, but not much egg coal is being used now; it is too high 
priced. I think the table given by the committee is a fine piece 
of work. I am verv much pleased with the report of the com- 
mittee and hope it will be generally approved. 

Mr. Quay: The committee have referred to the efficiency of 
boilers in a number of places in the paper. The efficiency of a 
low pressure heating system is affected a good deal by the ef- 
ficiency of the boiler. I would like to ask the chairman of the 
committee if they have any definite information or have made 
any tests to learn what is the efficiency of low pressure heating 
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boilers in common use, without referring to any one in particular. 

One reason this matter should be considered is that certain 
manufacturers of air tube heaters used in connection with fans 
claim they obtain from 80 to 85 per cent. efficiency at the outlet 
of the fan. If this is true, it might be-well for us, as engineers, 
to compare these systems with the usual low pressure heating 
systems as to efficiency. With a high pressure tube boiler we 
often specify 70 per cent. efficiency. It takes a pretty good 
water tube boiler to give that percentage; and the boiler manu- 
facturers require that coal shall contain about 14,000 B.t.u. per 
Ib. in ofder to guarantee this result. 

Mr. Snow: I see nothing in this report that would answer Mr. 
Quay’s question. .That matter was incorporated in the report 
that was handed in by the committee which preceded this one, 
not as an essential element of its report, but simply as a matter 
of information, showing the estimates of a number of members 
of the Society as to what the efficiency of boilers should com- 
monly be considered under average working conditions. 

The committee this year has apparently boiled this whole mat- 
ter down to its simplest terms and stripped it of all unnecessary 
features. There has been a great deal left out, and yet there ap- 
pears to be enough in the report to satisfy the requirements 
of an engineer in the selection of a boiler. If he can secure 
from the manufacturer information along the lines suggested in 
this report, he ought to be.able to make an intelligent selection. 

There is nothing in this report that mentions the period of fir- 
ing; but I am inclined to think that the rate of combustion goes 
hand in hand with the period of firing; and that therefore we do 
not necessarily need to bring that element in. 

I note the report says: “In accordance with the above, this 
committee makes the following recommendations for adoption by 
the Society.” I would be in favor of striking out the words “for 
adoption by the Society.” If the Society receives the report it is 
sufficient. It is not necessary to adopt it, and, further, it is con- 
trary to the practice of similar societies to adopt reports. Our 
Society goes on record as having received the report, and if by 
common consent it is accepted by engineers at large it will become 
known as the A. S. H. & V. E. standard. 

Prof. Kent: I second the motion to strike out the words “for 
adoption by the Society.” 
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The motion was put to a vote and carried. 

Mr. F. K. Davis: An interesting bulletin has been issued by 
the United States Geological Survey giving the records of tests 
of house-heating boilers. The tests that were made and pub- 
lished are on two makes of boilers that are commonly used in 
house heating. I learned from the Bureau of Mines last week 
that they are now testing other boilers that are in use. In the 
two that were tested I was surprised to find that in no case did 
they exceed 63 per cent. efficiency. That was the highest ob- 
tained at any test, and that was obtained, if I remember correctly, 
on about four and a half Ibs. of coal per sq. ft. of grate per hour. 
The efficiencies dropped from 63 per cent. to about 45 per cent. 
The average was somewhere around 55 per cent. As they in- 
creased the coal consumption per sq. ft. of grate over say four 
to four and a half lbs., depending on the different sized boilers, 
the efficiency dropped. Now it seems to me that if the test 
showed an average say of 55 per cent. on four or four and a 
half lbs. of coal, it looks pretty hard to get 70 per cent. on seven 
Ibs. I have tried in the last year to get some data on coal con- 
sumption of different boilers, and I find that the rate of combus- 
tion, if an attempt is made for efficiency, is a great deal lower 
than is naturally supposed; and, in fact, in my work, and with 
eight and nine Ibs. per sq. ft. of grate, the efficiency is always 
very low. 

Mr. Barwick: I have used for a number of years the standard 
of six lbs. of coal per sq. ft. of grate per hour, basing my 
calculations for the radiators at 275 B.t.u. per sq. ft. of radia- 
tion. That standard brings us about 70 per cent. efficiency, figur- 
ing the actual square feet of grate surface only, and taking ordi- 
nary boilers as constructed at present by different manufacturers. 

I find that many of the boilers that are made at the present 
time have sufficient flue surface, sufficient surface for the con- 
ductivity of the gases from the fuel and also for the furnace 
radiation. Even those that have been on the market for the last 
twenty years do as well as some of those that are put out at the 
present time as something a great deal better. So I believe that 
the rates as shown in that list at the present time are fair. I be- 
lieve that taking 12,000 B.t.u., with a standard of 60 per cent., 
is a fair basis for a boiler of the sizes stated. 

Mr. Barron: I would like to get an interpretation of the note 
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at the bottom of the table. It says, “Example of use of table. — 
If 4 pounds per sq. ft. of grate per hour are burned under a 
boiler, the efficiency of which is 60 per cent., with 6 sq. ft. of 
grate, what will be the capacity of the boiler? From the table, 
the radiation surface per sq. ft. of grate equals 115.2 sq. ft., so 
that the total for 6 sq. ft. of grate equals 691 sq. ft. of direct 
steam radiation.”” Now I would like to ask the members of that 
committee, or any practical heating man here, if the general 
practice is not to put in a boiler with 6 sq. ft. of grate and put 
in about goo square feet on it, including mains, for low pressure 
steam heating? 

Mr. James Mackay: That I believe is simply explanatory. It 
does not intimate that any and all boilers of that grate area 
should be rated at 6go sq. ft. It simply gives an example. Now 
you might have a boiler of a great deal higher efficiency—and 
I think that the boiler that Mr. Barron speaks of, as able to 
carry 900 square feet, is a boiler of a good deal higher efficiency 
than is given in this footnote. This simply speaks of 60 per cent. 
to illustrate the use of the table. 

There were no tests made for efficiency. Different efficiencies 
are given here with tables corresponding, and there are boilers on 
the market such that the efficiency will be guaranteed equal to 70 
per cent. I have made tests and gotten over 60 per cent. with 
an ordinary boiler; and Mr. Densmore compared notes with 
other members of the committee and compiled the list as the re- 
sult. There is nothing about this efficiency that is arbitrary. If 
a boiler has only 50 per cent. efficiency you have to consider 
that. Similarly if it should have 70 per cent. That depends on 
the manufacturer. 

Mr. Barron: I am much obliged to Mr. Mackay for his ex- 
planation, but the point I want to get in our procéedings is that 
I had not any particular type or character of cast-iron boiler in 
mind, but I was simply speaking of average conditions. I would 
not like it to go out that the young engineer could take this 
table and make deductions ‘from it, and that possibly 6 sq. ft. of 
grate was good practice, when you come in contact with so much 
that is opposite to that. My idea is that average practice exceeds 
60 per cent. 

Mr. Snow: The committee merely by chance selected the illus- 
tration. They could have selected any other just as well; and 
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if they had gone to the last column and selected 75 per cent. as an a 
illustration, they would have come out with a boiler of 864 
square feet, which corresponds to the boiler Mr. Barron men- 
tions. They do not go on record however as selecting any defi- 
nite thing. This is taken simply as an illustration, so that does 
not commit us to anything or to any particular type. I feel that 
we have “arrived” in this matter. We have been at it for years 
and have finally reached a very simple basis, if you want to put 
it that way. In other words, we have been looking for a datum, 
something to figure from. If this meets with the approval of 
the Society and it is received and placed on file, it gives us a basis 
to figure from, so that every one will be figuring on the same 
basis. That is what we have been driving at for a long time, to 
get down toa standard. And I am enthusiastic for this report, 
and I trust that the Society will receive it. 








CCXXXIV. 
THE DURABILITY OF WELDED PIPE IN SERVICE. * 


BY FRANK N. SPELLER. 
(Member of the Society.) 


In again opening this much worn subject for discussion before 
this Society, it is my intention to touch on the results of recent 
investigations, which it is believed have a most practical bear- 
ing on this important matter. 

Before proceeding, let us for a moment review the funda- 
mental reactions involved in the corrosion of iron, so as to have 
a clear conception of what is going on when, as we say, a pipe 
rusts. The most satisfactory theory of corrosion is based on the 
fact that iron is slightly soluble in water, a property common to 


nearly all materials in nature. In itself this is not of serious 
consequence, since the quantity dissolved is so extremely small. 


Moreover, when iron is dissolved the water gives up an equiva- 
lent amount of its dissociated hydrogen, which is, so to speak, 
plated out on the surface of the iron, ¢ausing polarization and 
retarding further solution’of the metal. Solution is further re- 
tarded by the water becoming saturated with iron as ferrous 
hydrate. 

If we are dealing with water free from dissolved oxygen or 
acids, an equilibrium is thus soon established, but if oxygen is 
present it combines with the free hydrogen on the surface of the 
iron, exercising thereby a depolarizing effect and allowing more 
iron to go into solution. The ferrous hydrate in solution is oxi- 
dized to insoluble ferric hydroxide and precipitated as rust, thus 
leaving .room for more iron to pass into solution. Therefore, 
provided a continuous supply of oxygen is at hand, corrosion con- 
tinues until the pipe is destroyed. Other things will accelerate 
the reaction, such as the presence of stray electric currents, in- 
creased galvanic action on the surface of the metal, the action of 

*Since writing this paper Dr. Walker’s investigations on the corrosion of iron 


and steel pipe have been published in the Journal of the New England Water Works 
Association, March, 1912. 
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acids, etc., but practically speaking, in the case of water pipes, 
the amount of corrosion is nearly proportional to the quantity of 
oxygen brought in with the water, so that water free from dis- 
solved gases is usually quite harmless and will not even discolor 
the bright surface of iron after years of exposure. It also holds 
true that air free from moisture is equally inactive and will not 
cause rusting; but we are not concerned with this phase of the 
problem. 

The elementary reaction of corrosion being one of solution, the 
physical condition of the metal, uniformity in composition, and 
the nature of the protective coating evidently have an influence 
on solubility of iron and, therefore, on the rate at which rust 
will form. These are points to which the leading interest in the 
manufacture of steel pipe has paid considerable attention for 
several years past, since the practical significanee of these things 
has been better understood. It is important to remember, how- 
ever, that solution starts on the surface, and therefore that ac- 
cidental differences in the condition of the surface may be much 
more influential in promoting solution of the metal than ir- 
regularities in the metal itself. This applies particularly to mill 
scale which forms with iron a galvanic couple having a potential 
many times greater than the worst possible case of segregated or 
irregularly distributed impurities found in the metal.* 

Many who have observed the increased destruction of piping 
and other metal products nowadays have concluded that there 


*Engineering News, December 8, 1910. 


“In order to see if there was any relation between the quality of the material judging by the 
chemical analyses and the local pitting due to corrosion, we selected two pieces of what turned out 
to be wrought i iron pipe from the same line, one sample of which (No. 44) was comparatively free 
from corrosion, while the other (No. 45) was badly pitted all over. The analyses of drillings taken 
from these samples are given below: 


No. 44 No. 45 
.160% Phosphorus .- 120% 
Trace Manganese 13 
Trace Carbon Trace 
2.95 Oxides 3.40 


“In another case a piece of wrought iron was found to be pet in a few places, but by far 


the larger portion of the inside surface was free from corrosion. nalyzing the pitted and the clean 
surface we found the following composition: 
Sample No. 1 Sample No. 2 
Around Pits Clean Surface Around Pits Clean Surface 

Sulphur .023% .019% 021% 020% 

Phosphorus...... .370 .310 .337 315. 

Manganese Trace Trace Trace Trace 

Trace Trace Trace 
2.75 3.00 2.80 3.00 


“* This does not indicate any significant difference in composition. The explanation for the differ- 
ence in effect on materials like the above, which have practically the same composition, is evident! 
that the surface exposed to the water was in one case better protected than in the other by the mill 
scale which naturally forms in the process of manufacture.’ 
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must be something radically wrong with the material of which 
_these things are now made. A few years ago the cry was raised, 
and it is still maintained from some quarters, “Give us wrought 
iron, so that the pipe will last.’’ On the other hand, numerous 
experiments have been made by independent authorities under 
conditions fundamentally those of service, which, on the whole, 
show no practical difference between wrought iron and steel, al- 
though these tests have indicated some important principles which 
should be observed in the manufacture of steel where corrosion 
has to be considered. The experiments we refer to, of which 
those made by Prof. Howe and Mr. T. N. Thomson are examples, 
were sometimes conducted in the laboratory by immersing pieces 
of the metal in aerated water, and in other cases pieces of various 
kinds of pipe were actually put in service together for a certain 
period and the corrosion measured. It has been the business of 
those specially interested in making wrought iron pipe to decry all 
such comparisons, although no contrary facts are offered; their 
case being based simply on the fact that wrought iron pipes put 
in years ago have given longer service in some cases than the 
steel pipe which has come into more general use in later years. 
This argument should not carry weight with the architect or engi- 
neer who considers the variable conditions under which pipe is 
used. There are many cases where wrought iron has been in 
service thirty years, and others where equally good wrought iron 
did not last two years—and much wider ranges of life are on 
record. 

What, then, constitutes a satisfactory test? The wrought iron 
interests say the materials must be in service for years until 
they are destroyed. We agree, provided that both materials 
have been in continuous service together, as the pipe may last 
fifty years or but fifty days in service, depending on surround- 
ing conditions. Experience based on other than such strictly 
comparative cases is worthless and misleading. The author, 
knowing .that in the past fifteen years iron and steel pipe have 
been made and sold side by side, undertook some investigations 
to see whether the iron and steel had been by chance installed 
together in the same lines. Obviously, this would give an ideal 
comparison, especially in the case of water lines. 

Let us consider for a moment the results of a study of pipe 
removed from hot water supply lines in the New York City 
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baths, which was undertaken by Professor Ira H. W oolson, for- 
merly of Columbia University, now Consulting Engineer of the 
National Board of Fire Underwriters. Briefly, he found that 
out of 86 pieces in eight bathhouses, which had failed through 
corrosion, 23 per cent. were wrought iron, a larger proportion 
than might be expected judging by the relative proportion of 
wrought iron to steel on the market. In cases where pieces of 
iron and steel were removed from the same line they were found 
to be equally corroded. The samples shown are cases in point. 

We recently had an opportunity to examine the boiler feed 
water pipe at the mines of the Frick Coke Co., which had been 
giving trouble in this way. Means were found to identify the 
pipe without removing it from the system. As anticipated, we 
found a number of cases where wrought iron and steel pipe had 
been put in together. Samples of such pieces were removed and 
cut open for examination. The results of corrosion were ex- 
pressed in terms of the depth of the deepest pits, as was done by 
Mr. T. N. Thomson in his interesting experiments in hot water 
service lines. The results, so far as completed, are given in 
the accompanying table. 

Generally speaking, these figures and inspection of the interior 
of these pipes show that there would be nothing to gain by using 
wrought iron. A similar case of comparison in a cold water line 
was found in a greenhouse near Pittsburgh with the same results. 

We recently had an opportunity to investigate the piping in an 
apartment in New York City where they were having trouble 
with the leaking of hot water lines which had been in service 
about six years. The second or third piece examined proved to 
be wrought iron and was found in the condition shown. The 
other sample taken from the system through which the same 
water had been continually circulated illustrates how the steel 
was affected. This intermixture of iron and steel pipe can be ex- 
plained by accidental intermixture in the manufacturers’ or job- 
bers’ stocks, and appears to be quite general. 

An investigation of this question is now being conducted in 
the Research Laboratory of the Massachusetts Institute of Tech-. 
nology at Boston by Dr. W. H. Walker, on piping in New 
England, working along the line outlined above. It is believed 
that much valuable information may be obtained in this way, 
and the results certainly should be free from the criticisms which 
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II2 THE DURABILITY OF WELDED PIPE IN SERVICE. 


have been made against most of the experimental work done on 
this problem, viz.: that the conditions were not strictly those of 
service and that the time of exposure was too short. We hope 
that members who have information as to where possible ma- 
terial for such investigation may be found will co-operate as far 
as possible in this work. 


PREVENTION OF CORROSION IN PIPES. 


If the trouble is not due to the material, why is corrosion so 
much more serious nowadays, and how can conditions be bet- 
tered? 

Going back to the principal factor in corrosion, viz.: the air 
dissolved in water, it has been found that oxygen is more soluble 
than nitrogen, so that the proportion of the two gases in solu- 
tion is about two volumes of nitrogen to one volume of oxygen, 
instead of five of nitrogen to one of oxygen as in the atmosphere. 
Pure water at normal pressure will dissolve 14.7 parts per mil- 
lion of oxygen at 32 deg. F. and 7.60 parts per million at 
86 deg. F. At 210 deg. F. oxygen is practically insoluble. So by 
heating the water the solubility at normal pressure becomes less, 
but as water is usually heated in closed heaters under pressure, 
the gases are forced to remain in solution, and in this condition 
the water may be said to be supersaturated. It is quite possible 
that in this state the oxygen is more active; the more so the higher 
the pressure. On drawing off hot water from such a line into a 
glass the gas is released and may be readily seen. Experiments 
have shown that under normal pressure water and air are most 
active in corrosion between 140 and 180 deg. F. 

Evidently then, if, as is the case, much more hot water is 
being put through service lines (particularly in large hotels, 
apartment houses and factories) to-day, we must expect a pro- 
portional increase in corrosion; so that, if three times as much 
hot water is being run through a pipe of given size under the 
same pressure and temperature, the pipe, instead of lasting 21 
years, will only last about 7 years. 

Knowing, as we now do, something of the cause and prin- 
ciples of prevention of corrosion, it should be possible for en- 
gineers to do much to remedy this state of affairs. Apparently, 
there is as little need of corrosion in pipes and tubes around 
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boilers and in hot water heating and supply systems as there is 
for smoke from a modern power plant. The author is now try- 
ing out a system for removing dissolved gases from water by 
heating the water to a sufficiently high temperature, preferably 
under normal atmospheric pressure or a vacuum, and then cool- 
ing if necessary by passing the air-free water through a form of 
economizer designed like a closed feed water heater in which the 
excess heat in the air-free water is taken up by the cold feed on 
its way to the heater. This provides for a continuous supply of 
air-free water for service lines at any temperature. The treat- 
ment may with advantage be carried out on the roof slightly be- 
low the level of the cold water standpipe. Another scheme for 
accomplishing the same purpose was proposed by the Royal Com- 
mission appointed to investigate the cause of corrosion in the 
Coolgardie (Australia) water supply main. They found after a 
thorough study of the situation that the steel main was suffering 
on account of oxygen dissolved in the water, and recommended 
that the supply be sprayed into vacuum chambers with the ad- 
dition of 3 grs. of lime to the gallon, before passing into the 
pipe. A plant was designed for this purpose on the principle of 
a barometric condenser.* The addition of ferrous sulphate and 
some alkali to water, filtering off the hydrate of iron before the 
water enters the line, has been found quite effective in removing 
oxygen from a solution. By rendering the water slightly alka- 
line before passing into the pipes, corrosion may be greatly les- 
sened even though free oxygen is present. In many cases, how- 
ever, this would interfere with the use of the water for certain 
purposes. 

Doubtless other means will be found to remedy the trouble 
when the economic importance of the problem is fully realized 
by engineers. Elaborate plants are provided for treatment of 
boiler water, which pay for themselves in a few years many times 
over, but so far in this country we continue to suffer loss in water 
lines, and, as a rule, the responsibility is shifted onto the pipe 
manufacturer. Not that pipe cannot be improved, for steel pipe 
is now made which is much better than that put out ten years ago, 
and even superior in lasting quality to the much-talked of brands 
of wrought iron. Protective coatings more suitable for modern 
conditions are also possible, but we should endeavor to apply the 


* Engineering Record, May 21, 1910. 
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obvious remedies and remove the fundamental cause of the 
trouble. 
DISCUSSION. 

Mr. Barwick: Mr. Speller is also a member of the same com- 
mittee of which I am a member. Our committee has not been 
able to get together, but, following the remarks of Mr. Speller, 
I will exhibit some samples that I have taken from a building in 
the City of New York. Before offering the samples I want to 
state that the building is of iron frame construction, and the 
illustration will show the action of electric currents passing 
through, and grounding through the steam pipes. Very little 
corrosion is on the outside; most of it is on the inside. (The 
speaker exhibits a sample of iron pipe.) That is a short piece 
of 1% in. pipe, which was running in a trench about 12 x 12 ft. 
underneath the floor of a basement, that is partly underground; 
that is, the building is on the slope of a hill. This sample will 
show the action of corrosion. Now this pipe was part of the 
return main and was covered with 85 per cent. magnesia, canvas 
jacketed and banded. 

This 34 in. pipe (the speaker exhibits another piece of pipe) 
was in the same trench, and was one of the connecting pipes to 
the radiation, and was also covered with 85 per cent. magnesia. 

Here we have the case of a riser dropping down through the 
floor into a trench. Part of this pipe was exposed above the 
floor at about the point where you see the worst corrosion. Be- 
side the place where the sample was taken there was a water 
tank and this pipe dropped down through the floor. 

Now the theory is that a stray current of electricity passes 
through the iron structure of the building into the ground, and 
some of the current passes through this pipe, and then from that 
into the ground. The covering undoubtedly was wet and water 
must have gathered in the gutter so as to form a good connec- 
tion, and the result you can see in this sample. 

Prof. Carpenter: During the year I have had an opportunity 
to observe the behavior of steel and iron tubes in a water tube 
boiler, and this paper seems to bear on this particular subject. 
In this particular instance the boilers were large ones and sub- 
jected to heavy steam pressures; and, regardless of the price, I 
tried to have the very best material in the tubes we could get. 
The boiler maker recommended that we put in a certain grade 
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of wrought iron tubes. for which we paid an extra price. We 
put those tubes in and in a very few months we commenced to 
have very serious trouble with them. There were three large 
boilers, each 600 horse-power, and each with a great many tubes. 

The character of the trouble was the formation of blisters, 
principally on the inside of the pipe, which made it necessary to 
remove the tubes so attacked. In the course of the first year 
nearly one-third of the tubes in the boilers had to be removed. 
I immediately discussed with the manufacturers of the boiler 
all the questions relating to these failures. As a result I had a 
letter from the president of the company, in which he said he was 
satisfied that the day of “the wrought iron boiler tube had 
passed,” and some other things of the same character. 

In connection with my university work I have tried to get a 
line on the relative life of steel and iron pipes from the ex- 
perience of neighbors. About the only evidence we have had 
has been the experience of the superintendent of our heating sys- 
tem. Now he is certain that a wrought iron pipe lasts much 
longer than a steel pipe, and he can point out very many cases 
to support this contention. You see we have two absolutely con- 
tradictory experiences. 

Mr. Barron: The last remark of Prof. Carpenter strikes me 
fully as the experience of every steamfitter, practically, in the 
United States, of every mechanic who deals with piping, of 
practically every consulting engineer who has to specify piping, 
and of every manager of a large works who has to buy a great 
deal of piping. The general experience is that puddled iron costs 
a great deal more than steel in the first place, but that in the 
long run it is the cheaper because of its durability. 

Now where two pieces of pipe run up through a room as steam 
and return risers, the return riser being steel and the steam riser 
being wrought iron, whether one would last longer than the 
other I am not prepared to voice an opinion. I think they 
would probably last just as long as the building would last, 
practically. But where they are put in the earth, the experience, 
or the general consensus of opinion, is that the wrought iron 
will outlast the steel. 

Mr. James H. Davis: I would like to ask a question regarding 
the sample that was passed around, that was supposed to be part 
of a water system. The pitting, as I see it, is all from the in- 
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side, and being a hot water system it is supposed that the air is 
practically excluded, which would off-set somewhat the theories 
that were advanced about corrosion. According to that sample 
the corrosion takes place whether there is air present or not. 

Mr. Speller: All the samples that wé have been talking about 
are taken from hot water supply lines, not heating lines; the pipe 
is attacked by all the air the original cold water contained. Now 
we all know that hot water heating lines do not corrode seriously, 
because by using the same water over and over again the pipe 
will last indefinitely, since there is only a limited quantity of air 
and very little opportunity for corrosion to continue. 

I would like to ask Prof. Carpenter whether the steamfitter 
produced any evidence or whether his was the same experience 
that Mr. Barron has talked about? Many steamfitters have a 
strong feeling in favor of wrought iron, for it is the material 
that has been used for three generations in the manufacture of 
pipe. It is easy to thread, but with a little attention to the dies 
and lubrication the steel threads just as readily. But when it 
comes to actual pressure tests and comparative durability under 
service conditions, mere opinion is most misleading ; and the evi- 
dence I have to offer points to the fact that in every case of com- 
parative corrosion we know of we do not find any practical dif- 
ference between iron and steel pipe, quite contrary to the opinions 
often expressed. 

Now the basis of this paper to-day is some twenty cases col- 
lected by Prof. Woolson from hot water supply lines in New 
York City, which showed no difference between iron and steel. 
I produced twenty more cases, taken from the feed water lines 
of the Frick Coke Company, in the mining district, and they 
showed practically the same results; and so we can go almost in- 
definitely. We intend to continue the investigation until the 
truth about this matter is established; but just so long as we 
have an unsupported opinion, just so long we will be in the dark 
on this question, for few can tell whether the pipe they are look- 
ing at is wrought iron or steel. ° 

Prof. Carpenter: The testimony which our superintendent gave 
regarding this matter was founded on his own experience. He 
took me around to show me several instances where he had put 
in steel pipe and where it had given out and he had replaced it 
with wrought iron; and he also described several cases where he 
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had put in wrought iron pipe which had remained sound. The 
result of this experience led to the abandonment of steel pipe. 
It seems to me that the final settlement of this question must 
depend very largely on the results based on the careful experience 
of people using pipes. A short laboratory experiment on the 
corrosion or the effect of corrosion on metal is very liable to be 
misleading. I undertook to make some experiments on this sub- 
ject myself, but I soon became convinced that I could not arrive 
at conclusive results. The only proper way this question can 
be decided is by allowing known qualities of pipe to re- 
main under essentially the same conditions for some consider- 
able time. 

It is very common in all of our heating systems to find both 
iron and steel pipe which shows the effect of corrosion under cer- 
tain conditions. In our heating systems we have trouble, no 
matter what the kind of pipe. 

One condition may have misled our superintendent in his con- 
clusions. A few years ago most of the steel pipe that we bought 
was light in weight and not of full thickness. Light steel pipe 
cannot be fairly compared with standard wrought iron pipe. If 
that condition was not considered his comparison is not on a 
fair basis. 

President Hoffman: I presume, too, Prof. Carpenter, that in 
the rating of your pipe you would have both chemical and 
physical tests of the pipe specified very carefully, so that merely 
a casual observation would not settle the matter as to whether it 
is wrought iron or steel. 

Prof. Carpenter: Yes, if necessary, but there is no question 
about the class of the pipes in question. 

Prof. Kent: I would like to ask Prof. Speller whether there 
is any information as to the effect of manganese in steel on the 
corrosion of pipe. In former days manufacturers used to be 
rather careless about the percentage of manganese, but I under- 
stand that in recent times they are getting the manganese lower. 

Mr. Speller: The manganese used nowadays is much more 
uniform than it used to be, and lower, too. But the presence of 
manganese does not have any effect one way or the other. It is 
simply a question of having it uniformly distributed, and that is 
comparatively easy with the means we have at our disposal now. 
Wrought iron carries less manganese as a rule, but it is much 
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more variable in other constituents. The manganese may be 
nothing and it may be 0.2 per cent. 

Prof. Kent: Hasn’t something been put on the market as a 
substitute for manganese? 

Mr. Speller: Yes, there is open hearth steel in which they use 
silicon instead of manganese as a deoxidizer; it is not a proposi- 
tion that we consider safe for pipe as yet. 

Mr. Waldron: The Chateau Frontenac, in Quebec, has 
recently built an addition of reinforced concrete construction, 
with cinder fill between the concrete and wood floors. In this 
cinder fill are imbedded lines of extra heavy galvanized iron 
pipe. The manager of the hotel showed me two pieces of this 
pipe, one the size of the original and one a piece that had been in 
for less than two years. The exterior of the piece that had been 
imbedded in the cinder had been eaten away, not pitted, but 
actually laminated, to one-half the thickness of the original pipe. 
You could take a jackknife and peel off scales of rust from 
\ in. to 1 in. in length. 

The cinder concrete was made of ashes and cement and a 
little sand, the usual mixture. After making a few inquiries 
I found that the hotel had its own electric light plant, direct cur- 
rent. Evidently that pipe had a leak in it at some point or 
had been placed in the concrete and allowed to dry. The com- 
bination of circumstances there had produced this exterior cor- 
rosion. 

Mr. Barron: I would like Mr. Speller to give us his opinion 
about the statement made by Prof. Carpenter that possibly the 
wrought iron pipe was full weight pipe and the steel pipe was 
light weight pipe. 

Mr. Speller: That seems like a very reasonable explanation 
Prof. Carpenter offers for the results observed. — Steel pipes 
have been and are still made full weight and what they call mer- 
chant weight, which is lighter. You can get either. Wrought 
iron is made by some manufacturers in the same way; and if 
you want a certain weight of pipe you should be careful to 
specify it. Now as to the matter of laboratory tests which Prof. 
Carpenter mentions, I purposely avoided any reference to these, 
although there are a great many on record. We are now pass- 
ing through a time when we can get all the service comparisons 
we want, if we hunt around to find them. I wanted to get your 
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opinion on this method of investigating the subject, as to whether 
it was quite satisfactory, because I believé there are plenty of 
places where, by a little patient hunting, we can find comparisons 
of iron and steel pipes under identical conditions, so that we 
will not have to consider laboratory tests any more. All the 
samples I have shown you and the work I have described to-day 
are taken from service tests covering anywhere from two to 
twelve years, according to the severity of conditions, and all are 
from hot water supply lines, which of course include the es- 
sential elements of all corrosion, namely, the combined presence 
of water and air. 

Prof. Carpenter: We have found in our experience that the 
worst corrosion occurs on pipes used on the returns from steam 
heating mains. We have the most failures in the returns. 

Mr. Franklin: We all know the effect of electrolysis upon 
pipes. I had a case only a short time ago. I think it was 
wrought iron pipe, because that is what we are using. It failed 
in six months, and it had a hole right through it from that effect. 

The fact remains that our experience is that we have better 
results with wrought iron pipe than with steel, and we are using 
wrought iron pipe for that reason. Most of the men connected 
with my establishment are young men, and they are not preju- 
diced one way or the other, but their demand is for wrought iron 
pipe, because of the experience that they are having right along. 
If they put in steel pipe they have trouble with it. That backs 
up my experience for a good many years. 

I suppose all know the bad effect cement has upon pipe if it 
comes in contact with it. The gentleman mentioned the fact, at 
the Chateau Frontenac, that with cement coming in contact with 
the pipe there was an action that caused trouble. I had a case 
twenty-five years ago where I told a builder to be sure to keep 
cement away from the pipe. ‘“‘Why,” he said, “I have just taken 
out a steel beam that has been in twenty years and is as bright 
and clean as when it was put in.” I said, “Oh, yes; a steel beam 
is one thing, but wrought iron pipe underneath the marble floor 
of this cafe is no comparison whatever. Don't you let any ce- 
ment come in contact with this pipe.’ But he was an old 
builder, he knew it all and couldn’t be told anything, and he 
covered the pipe with cement, and in six months’ time the waiters 
in that cafe were going around with swollen feet because the 
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marble floor was so hot. We had to take up the floor then and 
put in brass pipe. 

Mr. Boyden: I have noted a great many cases of corrosion of 
return pipes and also blow-off pipes of boilers, and I would like 
to ask Mr. Speller if he has conducted any tests on pipes where 
boiler solvents have been used to eliminate scale. I think that 
has some bearing on having the return pipes in fair condition. 

Mr. Speller: No, I haven’t any experience with boiler com- 
pounds. We use a plain boiler water treatment that does not in- 
volve anything else than lime and soda ash in proper quantities, 
using settling tanks. We use no compounds at all, and we do 
not have much trouble with corrosion in Pittsburgh in boilers 
with treated water. 

These matters are subject to scientific treatment and can be 
remedied if they are gone at in the right way. Of course you 
will have trouble with the return steam lines where you have 
water of condensation and air, just as you will in hot water 
service lines. 

Prof. Kent: In regard to boiler compounds, I will say that 
the soda ash or carbonate of soda, and caustic soda are the two 
satisfactory boiler compounds, and they can be bought generally 
at any druggist’s, and they are anti-corrosive. They protect and 
do not corrode. If you buy a boiler compound whose composi- 
tion you do not know, you are apt to get an acid compound, and 
then you have bad results. 

Mr. Boyden: We find if we use steam from boilers for cook- 
ing purposes where they use the open steam, that we have to be 
careful in the selection of a solvent. Some of the things Prof. 
Kent mentions will discolor potatoes; kerosene is used in other 
compounds. That is a disagreeable feature. I have been unable 
to find a boiler solvent that we could use satisfactorily where 
there is a great amount of cooking done by open steam.* 

Mr. Waldron: I would like to correct an impression that has 
gone forth in regard to the laying of pipes in cement. The ques- 
tion that was brought referred to pipes buried in cinder concrete. 
Cinder concrete is naturally porous, and I presume there is more 
or less sulphur in the cinders; its capacity for absorbing moisture 
is much greater than the ordinary concrete composed of sand 
and gravel. But, as a general principle, I do not think it would 
be advisable to imbed pipes subject to expansion and contrac- 
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tion in a solid mass, because in time the pipe would work itself 
loose. I do not think there is as much trouble with pipe cor- 
rosion when buried in a straight concrete of cement and sand 
and broken stone as there is in a cinder concrete, which is the 
fill usually used in a concrete building, between the main floor 
slabs and the wood floor. Tar concrete is much better for this 
purpose. | 

Prof. Kent: In the steel works in Pittsburgh many years ago 
it was a practice to extend the works on made ground, which 
was composed chiefly of old cinder piles. There it was the uni- 
versal custom, when running a pipe through made land, to imbed 
it in about 1 sq. ft. area of yellow clay, so as to protect it from 
corrosion due to sulphur in the cinders. I do not think that 
pipe should be laid in cinder concrete unless it is thoroughly pro- 
tected from the corrosive action of the cinders. 

President Hoffman: We are certainly getting some very good 
facts. Are there any other remarks? 

Mr. F. K. Davis: I do not think the oxygen of the air or 
water is always the cause of corrosion. I have seen electric 
conduits taken out of cinder fills and cinder concrete that were 
as badly corroded as any pipe shown here to-day. Those pipes 
were originally coated with an asphaltum compound, but they 
were honeycombed and eaten out, and it is the opinion of many 
that free acid in cement in addition to sulphur in the cinder is the 
corroding influence. 

Mr. Speller: We intend to keep on with this work, and we 
would like your co-operation, and I will communicate with the 
Committee on Corrosion if I hear of any further experiences of 
this kind. I can only advise that wherever you have trouble 
with corrosion you look around over your line and see if you 
cannot find some case of comparison. The fact that you have a 
piece of steel that has given trouble does not mean:that steel 
pipe is any worse than wrought iron, unless you find a piece of 
wrought iron with it which is in better condition. We should 
always remember that it is a fact that whether iron or steel pipe 
may last a few weeks or a hundred years depends entirely on 
the conditions in which it is used. Perhaps more will be said 
about this matter next year. 








CCXXXV. 


THE VALUE OF GOOD VENTILATION. 


BY SEVERANCE BURRAGE, PH.D. 
(Non-member of the Society.) 


The widespread interest in the campaign against tuberculosis 
which has grown so rapidly in the last few years has served to 
publish the fact that one of the most important predisposing 
factors to tuberculosis and pneumonia is bad air. Foul air is 
brought about by absence of or faulty ventilation. Another 
fact, which has been developed during this same campaign, is 
that not only is the health greatly improved and the power of 
resistance of the body against disease greatly strengthened 
by breathing pure air, but much more efficient work is being 
done by those studying and working in well-ventilated rooms. 
The plea for good ventilation, then, may be based on two 
points: 

First. Health, the prevention of unnecessary sickness and 
death. 

Second. Economy, the'increase in the efficiency of the oc- 
cupants. 

One of the common excuses for not having systems of ven- 
tilation in buildings is that they cost money. But if lives can 
be saved, sickness prevented, less time taken out on account 
of sickness and more efficient work done in rooms or build- 
ings where there is good ventilation, the “expense” excuse 
sounds very weak. 

It is surprising how many buildings are not provided with 
any system of ventilation whatever—buildings in which num- 
bers of individuals come together daily for several hours’ con- 
tinuous work or study. If such buildings are school-houses, 
the lack of ventilation, therefore bad air, can be looked upon 
as responsible for many deaths from tuberculosis, the children 
having been rendered susceptible during their school days, 
and dying between the ages of twenty and twenty-five—in the 
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very prime of life. If the buildings are factories, work-shops 
or stores, much less efficient work will be done by the occu- 
pants, much more time will be lost on account of sickness of 
the employees, and the employees themselves will be rendered 
susceptible to many germ diseases. Such buildings should be 
provided with ventilation. It will be economical .in the end. 

Sometimes there are serious faults in buildings that are pro- 
vided with ventilation systems. For example, a school build- 
ing may have provision for a pure air supply that only oper- 
ates when the heating plant is in operation. Then the rooms 
are ventilated during the cold months and depend on their 
natural ventilation through the doors and windows at all other 
times. I have noticed this fault in many public school build- 
ings. With the present availability of electricity for power 
to drive fans, there seems to be little excuse for this. An- 
other example: I found a recently completed hospital in one 
of our large cities with the fresh air intake in close proximity 
to the outlet of the ventilating shaft from the kitchen and 
laundry. 

Another and very serious fault is the failure to provide ven- 
tilation for toilet rooms in‘school-houses and other buildings 
in which all the other rooms are ventilated. The very rooms 
that need to have the bad odors and foul air removed from 
them are neglected! Newly constructed college and technical 
school buildings have had this unsanitary condition thrust 
upon them. 

Many buildings are provided with apparatus for supplying 
pure air, but with no means for regulating the amount of 
moisture in the air. Consequently, the air is usually too dry. 
An excellent discussion of the “ Effect of Dry Air on Health” 
may be found in a paper by W. E. Watt, of Chicago, in the 
American Journal of Public Hygiene, June, 1910. In this paper 
the author proves that the air in many of our school rooms 
“is drier than that of the driest desert on the face of the 
earth.” He goes on to say that in his school, when the rooms 
are provided with humidified air, temperature 62 to 64, “ we 
are clear-headed and feel well. When the new air was intro- 
duced it cut down the number of cases of office discipline 80 
per cent.” ‘“‘ Humidified and cooler air saves one-fifth of the 
coal as well as adding vitality and efficiency.” 
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These faults and defects in our ventilated and unventilated 
buildings should be remedied to bring about a more healthful 
condition, as well as to bring about more efficient and more 
economical operations. 

The important impurities in the air of buildings are in the 
form of gases, odors and dust. In the list of the gases we fre- 
quently find carbon dioxide mentioned as the most important. 
It rarely exists in the air in sufficient quantities to be actually 
poisonous to our bodies, and I believe that its importance 
lies only in its being a danger flag, pointing out the possible 
presence of other and more harmful things. 

If the carbon dioxide in a room has come from the com- 
bustion of some fuel in which the combustion has not been 
complete, carbon monoxide may be present, which is poison- 
ous in very small quantities. Escaping illuminating gas may 
cause its presence in a room or building. If the carbon diox- 
ide has come from the lungs of human beings, it will then in- 
dicate the possible presence of germs of disease which will be 
in the rooms or buildings in the form of dust; not that the 
germs shall have come from the lungs, but from the bodies 
and clothing of the individuals. I think too much importance 
has been attached to the amount of carbon dioxide in rooms. 
It may serve as a very crude measure of the purity of the air, 
but I am doubtful as to its value as a standard by which to 
test the efficiency of a system of ventilation. Rooms in which 
the carbon dioxide has been shown to be less than the maxi- 
mum permitted by authorities have in some cases given rise 
to headaches and drowsiness. 

I believe that an examination into the purity of the air in 
buildings, where a ventilating system has been or is going to 
be installed, should involve much more than a simple and 
rather doubtful test for carbon dioxide. The humidity, the 
amount of dust, the number of people, the character of the 
employment of the occupants, the number of continuous hours 
occupied, the climate, the height and shapes of the rooms, the 
nature of the outside air, the method and times of dusting 
and sweeping, all these and many other factors must be taken 
into account, and the system then installed which will give the 
best results. It seems to me to be just as unreasonable to lay 
down rules or standards for ventilation systems as it is for the 
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water works engineer to say that one method or standard of 
water purification must be applied to all cases. Each city has 
its own peculiar conditions, its own problems of water purifi- 
cation to solve. Just so, I believe, each building, and each 
room in a building has its own problems of ventilation to 
solve. There should be closer connection between the work 
of the architect and that of the heating and ventilating engi- 
neer. More careful work will bring about more healthful and 
more economical conditions. 


(For discussion, see Paper CCXXXVI.) 








CCXXXVI. 


STANDARDS OF VENTILATION. 


BY W. A. EVANS, M.D. 
(Non-member of the Society, presented by request.) 


The harm that is done by bad air falls into two groupings. 
The first is the air borne infections, such as colds, bronchitis, 
pneumonia, consumption, anterior poliomyelitis, and cerebro 
spinal meningitis, and, in small measure, smallpox, diphtheria, 
measles and scarlet fever. - In this group the harm which is done 
shows itself rather promptly. We speak of this group as quick- 
acting. The second group is that of air caused conditions. 
They are the slow-acting intoxications causing sleepiness, 
drowsiness, mental hebetude, anemia, headaches, flabbiness and 
increased susceptibility to infections. 

It has been found impossible to apply the ordinary principles 
of etiology to carrier mediums. For example, it is accepted that 
typhoid fever is milk-borne, yet no one has isolated the typhoid 
bacillus in any milk which was causing typhoid fever. This is 
true of water and air. Therefore we cannot be more specific 
than to say that air which has a general bacterial content over a 
certain figure is presumptively harmful. The same principle 
applies with regard to the second group. 

The harmful constituents or qualities of expired air are not 
understood. For that matter, we cannot say just what is harm- 
ful in any other excrement. Analyses and experiments with 
feces have never made it possible to say just what element 
therein causes harm; no one has ever isolated the toxic substance 
in urine; but it can be assumed that they are objectionable 
zsthetically and from the health standpoint. These things are 
true of expired air. 

Therefore with air there can be no single standard of efficiency 
of ventilation in the present state of our medical and bacterio- 
logical information. The standard must be a complex composed 
of standards on different qualities of air and different methods 
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of procedure in handling the air. Some of these can be quite 
definitely stated ; some are still so vague as to be suggestive only. 
As to ventilation, is not the standard the complex standard of 


_ everything in hygiene and sanitation? For example: If a build- 


ing is so located that it gets lots of sunshine in its interior, the 
ventilation standards can be lowered twenty per cent. with safety 
to the occupants. If the ventilation is of a basement where sun- 
shine cannot get in, then the standard should go twenty per cent. 
over the normal or, in a hospital, the standards must be higher 
than elsewhere, because the general health rate is lower; or, 
if people bearing potential infection are jammed very close to- 
gether the standard must be higher than where occupation is 
very sparse; or, if hygiene and cleanliness are of a very high 
standard the ventilation standard can be lowered. 

The standard complex theoretically should be “such that no 
inhabitant should be harmed immediately or ultimately by the 
air of the place ventilated.” In order that this may be brought 
about it is necessary that every factor be standardized. To 
standardize one and leave the others untouched may or may not 
accomplish the result according to the laws of chance. This, 
however, is not scientific. A standard of ventilation must con- 
sist of many standards. 

1. Dust Content—A series of dust standards should be 
adopted. These standards should vary according to the harm- 
fulness of the dust. Where the nature of the business makes 
organic dust, e. g., milling, the amount of dust allowed should 
be high. Where the business produces inorganic, inodorous 
dust it should be low, e. g., metal polishing. It should be inter- 
mediate where the dust is odorous, e. g., painting. It should 
also take into consideration human contamination of the dust, 
e. g., carpet cleaning, janitor service. 

If the dust is made on the premises a higher percentage is 
allowable. If the dust is inorganic it is more harmful than if 
it is organic. 

All of these factors must be taken into consideration in de- 
termining a standard. I am not sufficiently informed to sug- 
gest such standards as to quantity. 

2. Humidity.—There should be humidity standards. Air 
which is too wet or too dry is unhealthy and uncomfortable. If 
it is too dry it desiccates mucous membranes ; hence it determines 
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infections. If it is too moist its conductivity is too high and it 
determines infections. To hold the humidity fairly uniform per- 
mits of comfort under wider ranges of temperature. It per- 
mits of more air currents. 

Suggested standard: 60 to 80 relative humidity, or 10 to 20 
degrees maximum difference between inside and outside hu- 
midity. The method of determination is by the wet and dry 
bulb thermometer. 

3. Temperature.—Probably a temperature standard is the 
most imperative of all. It is also the most easily inspected and 
judged. 

Whenever the temperature of the air of a room mounts higher 
than 70 degrees the air of the aerial envelope of the human body 
and the air of the breathing zone has practically no tendency to 
displace itself. It is therefore both unhealthy and uncomfort- 
able. If fresh air can be blown against the body or into the 
breathing zone with sufficient force to displace the air of these 
locations, higher temperatures are harmless. In other words, 
the body purges itself of the harmful contents of exhalation and 
expiration by heating the air in which they are discharged. 
This as a force is ample so long as the environment is say, 65 
to 68, and below. If the temperature of the environment passes 
this point harm results, unless currents of the same or greater 
power are substituted therefor. 

Suggested standards where the air is free from appreciable 
currents: The temperature should not rise above 65 degrees 
Fahr. When the air currents are moderate the temperature 
should range from 68 degrees to 70 degrees Fahr. When the 
temperature passes 70 degrees Fahr. the air currents should be 
travelling not less than ten miles an hour when they strike the 
body and the head zone. 

Methods of gauging: Thermometers properly placed with re- 
gard to heating, lighting, occupation, radiation, convection and 
conduction. : 

4. Carbon Dioxide.—In establishing a standard for carbon 
dioxide it is well to bear in mind certain fundamental facts: 

(a) The carbon dioxide produced in the human body is a 
harmful agent, but it is not violently so, or immediately so; 
neither is it the most harmful agent or quality of expired air. 

(b) It is a good index of pollution when animal life is prac- 
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tically the only agency of production me: in the area which 
is being judged. 

(c) While the CO, produced in processes of manufacture is 
slightly harmful, air containing a given content of CO, is much 
less harmful than air containing the same proportion of CO, to 
animal expirations. 

(d) CO, is a readily diffusible gas and therefore in a given 
room the proportion of CO, is the same at all points, regardless 
of temperature conditions and location of agencies of produc- 
tion. Diffusion requires a little time, therefore, in a room with 
uprising air there is a slight excess at the ceiling, there is a slight 
excess at air outlets regardless of whether they are located at the 
floor or the ceiling. As it is impossible to keep all the air around 
lights, etc., from rising, there is always a very slight ceiling ex- 
cess even in downward ventilation installations 

Therefore—the amount of CO, in a room should not pass 
ten parts per 10,000, if it is all being produced by animals. 
If it is being produced by other agencies it can pass this figure. 
It should be regulated for each industry. For example, in the 
brewing industry the CO, will probably be unassociated with any 
other harmful substance, therefore it could safely be allowed 
to pass 30. 

In brick burning it would probably be associated with con- 
siderable SO,, therefore 15 would not be compatible with com- 
fort. 

Methods: The hina modification of the Peterson-Palm- 
quist apparatus is the best thing we have. 

There is great need for some simple approximate test. 

5. Odors.—It is impossible to standardize odors. The per- 
sonal equation is so large a factor that no certain rules can be 
applied. Generally speaking, odors do good rather than harm. 
In order to be rid of them ventilation becomes masterful; under 
practically every other circumstance it is suggestive. Under 
ordinary circumstances we think the air should go in a certain 
direction, and we persuade it to go there more or less mildly. 
When there are odors we force it to go where it should go. In 
that odors make for ventilation they do good. The aromatic 
substances which we ordinarily encounter are not at all toxic 
immediately or remotely in the doses in which they are con- 
tained in the air. If, on the other hand, for example, the odor 
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of the stock yards is objected to by a woman, and if she tries to 
lessen them by putting down the windows, she will get bad ven- 
tilation in her home and thus be indirectly harmed. 

Another indirect effect of odors is this: Cooking odors are not 
at all harmful. They are not objectionable to some people at 
any time. To other people they are welcome at some times and 
objectionable at others. Nevertheless a hotel which allowed its 
kitchen odors to get into its bedrooms would be avoided by the 
travelling public. Again, the cooking odors which come from 
the stock yards are not harmful, yet a man renting or buying a 
house, and being under no compulsion to rent or buy in an odor- 
ous neighborhood would not do so. From the standpoint of 
odors, there is but one thing to do, and that is, to make the 
premises as nearly neutral as possible. Beyond this no stand- 
ardizing is possible. 

The removal of odors is easy where the odoriferous air is 
warm. For example, in a kitchen. Here the method is direct 
and immediate upward removal, so placed that cross currents are 
reduced toa minimum. On the other hand the odor of ice boxes 
is removed by direct downward flow of air. If the temperature 
does not aid, as, for example, in a shoe establishment, a paper 
establishment, a small ice box installation, a reading room in a 
library or other place with many body odors, about the only 
available method is periodic blowing out by wind through open 
windows, or compressed air or vacuum. There is no satisfac- 
tory method of determining odor pollution except in special 
cases; for example, ammonia. 

6. Feel. There is no way of standardizing the feel of air. 
The personal equation here is quite as large as it is in the case 
of odors. The feel of a draft which would be highly agreeable 
and stimulating to one man would cause the next grave dissat- 
isfaction. And yet there must be a something in the feel which 
cannot be analyzed. It is a sense which should be of great value 
if we could develop a set of “ feelers” who would be the judge 
and jury. What makes it impossible is the individualism of the 
feelings. There is a very definite something in the better feel 
of a sunned and aired bed or the atmosphere which irritates 
enough to stimulate but not enough to be unpleasant. It is a 
great pity that such individualism as that displayed by the draft 
crank makes the feel an unavailable factor in ventilation. 
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In the present state of public intelligence on ventilation, the 
engineer who invites and stimulates criticism on the basis of the 
feel is making insurmountable trouble for himself. There is no 
instrument or apparatus to measure the feel of ventilation. 

7. Volume of Air.—There is need for a standard of volume of 
air per inhabitant, as a part of a composite standard. As the 
only standard, it has probably been the basis of more so-called 
ventilation than any other item. Ventilation based on volume 
alone has not made good, could not be expected to make good. 
In considering volume, variation in the standard is required. As 
the British Parliamentary Commission have well said, ‘‘ It is not 
so much the volume of air which you put in as where and how 
you put it in.” Four cubic feet of air will contain enough 
oxygen to supply a man’s needs for one hour. However, it is 
impossible to extract all of the oxygen from the air. This would 
then represent the ultimate theoretical possibility. Seventeen 
cubic feet of air will furnish enough extractable oxygen for a 
man for one hour. Let us call this the theoretical possibility. 
It would supply all that was needed by a calm, cool, idle man if 
the foul or exhalation air high in CO, and in moisture was kept 
entirely away from the inspired air. 

In a given installation the quantity of air needed is in inverse 
proportion to the separation of these two airs. If we can ar- 
range our inlets and outlets right, and hold our window and wall 
chill to a minimum, 400 cubic feet per person per hour would 
not be far wrong. If we promote mingling of the good and 
bad air, 2,000 cubic feet per hour is required. If we make no 
provision for removal, and have none except through leakage, 
10,000 or more cubic feet is required. 

Therefore we can have a standard varying from, say 20 cubic 
feet per inhabitant per hour up to 10,000, in proportion as we 
are able to maintain the head and body of the occupant in a 
current moving steadily in one direction. The 20 end of the 
scale is always unattainable. We ought to be able to maintain 
enough freedom from cross currents to make from 500 to 1,000 
proper. Where we try to bring about development of cross cur- 
rents, I have never seen 2,000 suffice. 

Therefore I should say in installations where there is intelligent 
effort to move the air uniformly in one direction, 400 to 1,000 
cubic feet per hour per inhabitant would be sufficient; where dif- 
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of the stock yards is objected to by a woman, and if she tries to 
lessen them by putting down the windows, she will get bad ven- 
tilation in her home and thus be indirectly harmed. 

Another indirect effect of odors is this: Cooking odors are not 
at all harmful. They are not objectionable to some people at 
any time. To other people they are welcome at some times and 
objectionable at others. Nevertheless a hotel which allowed its 
kitchen odors to get into its bedrooms would be avoided by the 
travelling public. Again, the cooking odors which come from 
the stock yards are not harmful, yet a man renting or buying a 
house, and being under no compulsion to rent or buy in an odor- 
ous neighborhood would not do so. From the standpoint of 
odors, there is but one thing to do, and that is, to make the 
premises as nearly neutral as possible. Beyond this no stand- 
ardizing is possible. 

The removal of odors is easy where the odoriferous air is 
warm. For example, in a kitchen. Here the method is direct 
and immediate upward removal, so placed that cross currents are 
reduced toa minimum. On the other hand the odor of ice boxes 
is removed by direct downward flow of air. If the temperature 
does not aid, as, for example, in a shoe establishment, a paper 
establishment, a small ice box installation, a reading room in a 
library or other place with many body odors, about the only 
available method is periodic, blowing out by wind through open 
windows, or compressed air or vacuum. There is no satisfac- 
tory method of determining odor pollution except in special 
cases; for example, ammonia. 

6. Feel. There is no way of standardizing the feel of air. 
The personal equation here is quite as large as it is in the case 
of odors. The feel of a draft which would be highly agreeable 
and stimulating to one man would cause the next grave dissat- 
isfaction. And yet there must be a something in the feel which 
cannot be analyzed. It is a sense which should be of great value 
if we could develop a set of “\ feelers” who would be the judge 
and jury. What makes it impossible is the individualism of the 
feelings. There is a very definite something in the better feel 
of a sunned and aired bed or the atmosphere which irritates 
enough to stimulate but not enough to be unpleasant. It is a 
great pity that such individualism as that displayed by the draft 
crank makes the feel an unavailable factor in ventilation. 
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In the present state of public intelligence on ventilation, the 
engineer who invites and stimulates criticism on the basis of the 
feel is making insurmountable trouble for himself. There is no 
instrument or apparatus to measure the feel of ventilation. 

7. Volume of Air.—There is need for a standard of volume of 
air per inhabitant, as a part of a composite standard. As the 
only standard, it has probably been the basis of more so-called 
ventilation than any other item. Ventilation based on volume 
alone has not made good, could not be expected to make good. 
In considering volume, variation in the standard is required. As 
the British Parliamentary Commission have well said, “‘ It is not 
so much the volume of air which you put in as where and how 
you put it in.” Four cubic feet of air will contain enough 
oxygen to supply a man’s needs for one hour. However, it is 
impossible to extract all of the oxygen from the air. This would 
then represent the ultimate theoretical possibility. Seventeen 
cubic feet of air will furnish enough extractable oxygen for a 
man for one hour. Let us call this the theoretical possibility. 
It would supply all that was needed by a calm, cool, idle man if 
the foul or exhalation air high in CO, and in moisture was kept 
entirely away from the inspired air. 

In a given installation the quantity of air needed is in inverse 
proportion to the separation of these two airs. If we can ar- 
range our inlets and outlets right, and hold our window and wall 
chill to a minimum, 400 cubic feet per person per hour would 
not be far wrong. If we promote mingling of the good and 
bad air, 2,000 cubic feet per hour is required. If we make no 
provision for removal, and have none except through leakage, 
10,000 or more cubic feet is required. 

Therefore we can have a standard varying from, say 20 cubic 
feet per inhabitant per hour up to 10,000, in proportion as we 
are able to maintain the head and body of the occupant in a 
current moving steadily in one direction. The 20 end of the 
scale is always unattainable. We ought to be able to maintain 
enough freedom from cross currents to make from 500 to 1,000 
proper. Where we try to bring about development of cross cur- 
rents, I have never seen 2,000 suffice. 

Therefore I should say in installations where there is intelligent 
effort to move the air uniformly in one direction, 400 to 1,000 
cubic feet per hour per inhabitant would be sufficient; where dif- 
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fusion is the principle employed, 2,000 to 3,000 cubic feet per 
hour; where leakage is employed, say 5,000 to 10,000 cubic feet 
per hour. 

Method: There is not much difference between the wheel and 
the pressure anemometer. Each is moderately accurate. 

8. Cubic Feet of Space—A proper standard of ventilation 
must take into account the cubic feet of space per inhabitant. 
But this also must be with a proper regard for the other stand- 
ards. If it is taken as a sole standard it will oftentimes serve 
to entrench bad ventilation conditions. For example, such a 
condition prevails in the present factory law of Illinois. Badly 
ventilated factories which conform to this law are in a better legal 
position than they were under general police powers. 

This standard is of considerable moment in standards of vol- 
ume of air furnished. -If there is a large cubic content of air 
per inhabitant, there must be an increase in the volume of air 
per hour per inhabitant. In figuring cubic content of air, it is 
necessary to know how much of the product is due to height and 
how much is due to length and breadth. If the height of a ceil- 
ing is 20 feet, obviously the upper 10 feet of air does not give 
the same factor of utility as that of the lower 10 feet. The 
maximum utility comes from the air which is below a point, say, 
two to four feet above the breathing zone. There should be 
one standard for rooms with 10 foot ceilings and another for 
higher ceilings, say 10, 20, 30, etc. And, finally, nearly every- 
thing depends upon the volume of air furnished. In a street 
car which is packed to the last floor inch with people, there is 
about 10 cubic feet of air space per passenger not displaced by 
the bodies of the passengers or by the seats and other furniture, 
This is, of course, an impossible condition of affairs if air is not 
properly furnished. It is not a markedly deleterious condition 
in a summer type of car, and it may be made passable by furnish- 
ing air flowing at the proper rate and in a uniform direction. In 
fact, a small cubic feet of space with control of the volume and 
direction of air represents the maximum economy of use of ven- 
tilating air compatible with efficiency. 

One thousand cubic feet of air per inhabitant is the usual 
standard for a 10-foot ceiling. It should be raised for a higher 
ceiling. It can be lowered for a lower ceiling. It can also be 
lowered when there is a guaranteed ventilation efficiency. 
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9. Air Currents ——Next to temperature: and humidity that 
which adds most to the discomfort of a room is currents or lack 
of them. The morgue-like stillness of certain places means that 
there is no force to change the air of the aerial envelope or of 
the breathing zone except the difference in temperature between 
the expired air and the surrounding air, and when the room tem- 
perature passes 70 degrees Fahr. this force is very slight. On 
the other hand, the thing which people probably complain of most 
frequently is a draft. 

Ventilation standards will be materially improved if they es- 
tablish : 

First. Unoccupied zones around inlets and outlets. 

Second. Temperature of incoming air graded according to 
occupation of inhabitants. 

Third. Rapidity of flow of incoming air. 

Fourth. Efforts to control, not to prevent, currents, within 
the room. 

I have no standards to suggest. - 

10. Bacterial Standard.—A bacterial standard for air is just 
as desirable as is a bacterial standard for water or for milk. Be- 
yond this suggestion I do not care to go at this time. 


DISCUSSION OF THE PAPERS OF DR. BURRAGE AND DR. EVANS. 


Prof. Kent: In regard to Dr. Burrage’s paper on “The Value 
of Good Ventilation,” I think the most of the paper will be con- 
sidered to be an expression of the fundamental facts we are all 
agreed on, and they have been said before over and over again. 
But we find a statistical fact, quoting Dr. Watt, of Chicago, 
“When the rooms are provided with humidified air, temperature 
62 to 64, we are clear-headed and feel well. When the new air 
was introduced it cut down the number of cases of office disci- 
pline 80 per cent.” And the quotation goes on to say, “Humidi- 
fied and cooler air saves one-fifth of the coal as well as adding 
vitality and efficiency.” 

That is important, if true, and I think that it should be brought 
prominently to the attention of heating and ventilating engineers 
and school authorities and others, to see if they can make ex- 
periments in schools to find out whether it is true generally or 
only in this particular case. We are always glad to get facts 














134 STANDARDS OF VENTILATION. 


of this kind. The statement that humidified and cooler air saves 
one-fifth of the coal, however, seems to be far from true. I 
have made a calculation, which indicates that the evaporation of 
the moisture required for humidifying actually requires more fuel 
than is saved by heating the air to a lower temperature. Sup- 
pose the outdoor air is at 32° F. and 80 per cent. relative hu- 
midity. How much heat will be required to raise the tempera- 
ture of 1 lb. of air to 72° without humidifying it; and how much 
will be required to heat it to 62° and to evaporate enough water 
at 62° to make its relative humidity 50 per cent. The following 
data for the calculation are taken from standard tables: 


Vapor in 1 Ib. of Air. 
A... 





Temperature. = 
Saturated. Humid. 
32° 0.003744 Ib. 0.002995—80% humidity. 
62° 0.011709 “ 0.005855—50% = 
72° Cae" ashanseue 


Difference, 0.002860 
Specific heat of air 0.2375. Heating 1 Ib. from 62° to 72°, 2.375 B.t.u. 
- = - * 002995 Ib. “ = eee a 


“vapor 0.48 
2.389 
Latent heat of vapor at 62° F, 1057 B.t.u. 
Evaporating 0.00286 lb. water at 62°, x 1057 = 3.023 
Difference 26.9% of 2.389 0.634 


That is, it takes 26.9 per cent. more heat to do the humidify- 
ing at 62° F. than it takes to heat the air from 62° to 72° with- 
out humidifying. To heat the 1 lb. air from 32° to 72° without 
' humidifying requires 

4 X 2.389 = 9.556 B.t.u. 
To do the humidifying and heating only to 62° requires 0.634 
B.t.u., or 6.6 per cent. additional. That is, instead of humidi- 
fied and cooler air saving one-fifth of the fuel, it actually requires 
6.6 per cent. more fuel. 

Dr. Burrage says also: “I think too much importance has been 
attached to the amount of carbon dioxide in rooms. It may 
serve as a very crude measure of the purity of the air, but I am 
doubtful as to its value as a standard by which to test the ef- 
ficiency of.a system of ventilation.” 

We are all doubtful as to its value as a standard, but un- 
fortunately we have no better one to-day. We have to take the 
CO, standard until the doctors and scientists and physiologists 
have furnished us with some other. Too much importance can- 
not be given to this CO, standard until we can get a better; then 
it may be regarded as of secondary importance. 
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In the last paragraph he seems to talk against standards of 
ventilation, for he says: “It seems to me to be just as unreason- 
able to lay down rules or standards for ventilation systems as it 
is for the water works engineers to say that one method or 
standard of water purification must be applied to all cases.” That 
is apparently opposite to the views of the paper of Dr. Evans, 
which is in favor of standards. 

Now Dr. Evans has given us an interesting paper, showing 
how much general ignorance there is on the subject, and he 
might have labeled his paper ““Some things we do not know about 
ventilation.” Confession of ignorance is the beginning of wis- 
dom. but, while most of us are ready to confess our ignorance 
of standards of ventilation, there may be a long term of years 
between the confession of ignorance and the actual beginning of 
useful knowledge. 

The paper generally is a statement of opinion, but it does not 
appear that the author anywhere gives basis for his opinion. 
What experimental data have we upon which we can affirm that 
with sunshine we can put the ventilation standard lower or that 
the ventilation in a basement where sunshine cannot get in should 
go 20 per cent. over the normal? Why not 40 or 50 per cent. ? 
Is there any experimental basis anywhere for that figure of 20 
per cent. ? 

Should not humidity differ with the temperature, and what 
experimental facts have we in regard to humidity except those 
that are suggested in the paper of Dr. Burrage? 

In the schools of New York City the air is not humidified. 
I believe the general standard of health in New York City is 
pretty good, and we have temperatures running sometimes down 
to zero out of doors, at which practically all the moisture is taken 
out of the air. We certainly have air in the schools of New 
York of the dryness of the Sahara Desert, but we have no sta- 
tistics to prove that sickness results from it. And cannot the 
discomfort and suffering that is said to come from the lack of 
humidity in the atmosphere be overcome by taking a drink of 
water? 

Has the author really made the experiments to prove the di- 
rection of air currents from the body? What basis have we for 
saying that the CO, should not exceed ten parts per ten thou- 
sand? Why not eight or twelve or some other figure? I do 
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not think we have any authority as to the figure except that it 
has not been questioned for the last forty years by people who 
have written on it, and there have been some experiments, per- 
haps, to show that when there are ten parts per ten thousand in 
a room people are fairly comfortable; and that is about as far as 
we have gone in any research in the matter. 

In all our ventilation systems that are now installed for schools 
it is customary to specify that we shall supply 1,800 cubic feet 
per scholar. Why? Because in the judgment of the Boards of 
Health thirty years ago that was about right, and it got into the 
Massachusetts law, and it was very easy to follow the Massa- 
chusetts law and say 1,800 feet was right. I do not think we 
have any basis for saying it is either right or wrong. Some 
other figure might be better. And here we have it announced: 
“If we can arrange our inlets and outlets right, and hold our 
window and wall chill to a minimum, 400 cubic feet per person 
per hour would not be far wrong.” Have we any experiments 
where 400 feet per hour per person was given in a crowded 
building and found to be right? “If we promote mingling of 
the good and bad air, 2,000 cubic feet per hour is required. If 
we make no provision for removal and have none except through 
leakage, 10,000 or more cubic feet is required.’”” Now where 
did he get that figure 10,000? How do we get air in unless it 
gets out? Has any one ever been able to maintain enough free- 
dom from cross-currents to make 500 to 1,000 proper? If it 
has been done, what facts have we upon which to conclude that 
500 or 1,000 or 1,500 is proper. How did the author measure 
the extent of what suffices ? 

Now as to the standard cubic feet of space; in one part of the 
paper Dr. Evans says that CO, is readily diffusible, goes to all 
parts of the room, regardless of temperature conditions; and yet 
he says that we have to vary our standards according to the 
height of the room. “If there is a large cubic content of air 
per inhabitant, there must be an increase in the volume of air 
per hour per inhabitant.” Why so, if it is all equally diffused? 
“In figuring cubic content of air it is necessary to know how 
much of the product is due to height and how much is due to 
length and breadth. If the height of a ceiling is twenty feet, 
obviously the upper ten feet of air does not give the same factor 
of utility as that of the lower ten feet?’ Why not, if it is dif- 
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fused? “There should be one standard fot rooms with ten foot 
ceilings and another for rooms with higher ceilings, say ten, 
twenty, thirty, etc.” Has anybody made any experiments to show 
what different amount of air per inhabitant should be put in 
when the ceiling is ten, twenty or thirty feet high? What ex- 
periments have been made to prove that 1,000 cubic feet of air 
per inhabitant is the usual standard for a ten foot ceiling, that 
it should be raised for a higher ceiling, that it can be lowered 
for a lower ceiling, and that it can also be lowered when there 
is a guaranteed ventilation efficiency ? 

Now in summarizing all this, I would say that the amount of 
our ignorance on the subject is very great. It may be well to 
make a confession of total ignorance of this whole subject as to 
the amount of ventilation needed under different conditions. I 
would suggest that with the immense amount of money that the 
Government is spending to-day on the Geological Survey, on the 
Agricultural Department, on the Bureau of Food, and other 
things, one of the most important researches that might be under- 
taken is to find out what the standards of ventilation should be. 

I would suggest this method of tests: in a school where you 
have control of the ventilation, where you put in 1,000, 2,000 or 
3,000 cubic feet of air per minute, as desired, put fifty children 
in a room at nine o'clock in the morning and keep them there till 
twelve o’clock, and put in scientific instruments and measure not 
only the temperature and humidity, cross currents and sunshine, 
and barometric pressure, but the effect of all variable conditions 
on the children; and measure their reaction time, the character 
of the respiration and of the pulse, and try all the electrical and 
other devices that may be had in a psychiatric ward of certain 
hospitals to determine the human conditions. Put these children 
in a room at nine o'clock and have some very rapid tests lasting 
fifteen seconds each, say, for the psychiatric record, and get the 
condition of all those children within ten or twelve minutes after 
coming in, and then take their condition ten or twenty minutes 
before twelve o'clock, and find similarly what their conditions 
are under 1,000, 2,000 and 3,000 cubic feet of air per child; re- 
peat the tests in different rooms, on different days, with different 
temperature and humidity. I think the physicians and scientific 
men have gone so far into the study of human conditions that 
they are able to provide instruments to register the children’s 
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health and nervous condition and strength and fatigue. I think 
they can tell by instrumental observation when a child has fa- 
tigued himself, either mentally or physically. 

By investigations of that kind we may be able to find out 
whether 1,000 or 2,000 or 3,000 cubic feet of air is right, 
whether 62 or 70 deg. is the right temperature, whether 60 or 
80 or some other is the right percentage for relative humidity. 

In the meantime, until we have the facts derived from such a 
research, we can do no better than to follow the standard laid 
down in the laws of several States, that is, 1,800 cubic feet per 
hour per capita. We will do very well as heating and ventilat- 
ing engineers if we see that every school has 1,800 cubic feet. 
In the future we may have more scientific standards, but they 
must be based on experiments and not on meré opinions. 

Mr. Lewis: I know Dr. Evans and I know something of his 
work. I think there is no question but that the Doctor is twenty- 
five or thirty years ahead of the times. He does not attempt 
to prove with absolute finality these opinions which he offers. 
But in my opinion there is no question but that he has made or 
studied more tests of ventilation and air diffusion and the effects 
of air conditions on people in all sorts of places than all the rest 
of us put together. He has had three or four chemists working 
for years in different buildings in Chicago, in street cars, in 
schools, in theatres and churches, with different methods of ven- 
tilation, and he knows a good deal of what he is talking about 
in these matters. 

Mr. Bolton: Mr. President and fellow members: We should 
not discourage so valuable a contribution as this on the part of 
Dr. Evans. As one of the Committee on Papers I was im- 
pressed with it. The author is a man of standing in his pro- 
fession, who has reached the conclusion that he, and a great 
many others of his profession, as well as of our own, have little 
knowledge upon this particular subject. He states the facts 
plainly before a body of technjcal men such as ourselves, with a 
view to drawing out such a discussion as that which is going on; 
to which extent he has rendered us a favor, and has done good 
service to the community. 

I agree that this subject is one of such importance that the 
Government should become interested in it, and I am certain that 
our Society can do a great public work for the future by making 
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that its purpose, and endeavoring to get the great resources of 
the Government or of the Carnegie Institute or similar institu- 
tions enlisted in this investigation, which concerns the health 
of all classes of people and in every part of this country. It is 
a deplorable fact that to-day a large majority of our fellow 
creatures live under unhealthy and unventilated conditions, which 
are not such as we should hope or expect to see prevalent at this 
advanced stage of the world’s progress. 

The particular form of occupation of buildings which has in- 
terested me for years past has been the tenancy of office build- 
ings. We are proud, in this city particularly, of what we are 
pleased to call our skyscrapers. We think they represent the 
highest form of the art of building. But they are absolutely 
destitute of proper methods of ventilation for their occupants, 
although for the spaces occupied the highest rates of rentals are 
paid. There are tenants of offices to-day who pay more than three 
dollars per annum for every square foot they occupy on a floor 
which has no means of ventilation at all except the cracks in the 
window, and even those are threatened by the invention in which 
our friend Mr. Whitten is so much interested. 

I regret to say that I live during my working hours in one of 
the highest class of offices, for which I also pay a high rental, 
which is as deplorably lacking in ventilation as any other, and I 
am ashamed when a client comes in to talk ventilation, because 
my own system is merely a leaky window and the suction effect 
of the elevator shafts in the building. I firmly believe I would 
be asphyxiated if these features did not exist. 

In the course of study of elevator service I was led to examine 
the amount of space occupied by people in business buildings. 
We know something about the amount per occupant in schools, 
because these are planned for occupation by a certain number of 
children. But how many people occupy a dry goods store or a 
business building at any one time? I found in certain offices 
in New York City a density of occupancy per thousand square 
feet that is within fairly well defined lines. Where the highest 
rentals were paid, and where the greatest crowding occurred is 
in office buildings in the center of the financial districts, where 
about 100 sq. ft. of floor area was occupied per person; and 
when less than that amount is afforded the occupants became 
unduly crowded, complaints arise of bad air and ventilation, and 
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tenants move into other buildings where they are not so much 
crowded, or rent more space for the same number of employees. 

Now that is a very curious indication of the fact that people 
will go just so far toward asphyxiating themselves, and then they 
will pay more money to stave off the proceeding. 

The amount of floor area occupied by tenants varies,away from 
the center of the financial district, in less crowded districts, in the 
proportion of from 140 sq. ft. per tenant to 150 sq. ft. per occu- 
pant. I followed these observations with others in other cities, and 
have made observations and secured censuses of the actual num- 
ber of people occupying such buildings throughout the country— 
in Chicago, Cleveland, Detroit, Portland (Oregon), Kansas City, 
Atlanta and Boston—and I find that the occupancy of office 
buildings generally ranges between I person to 140 sq. ft. to I 
person to 200 sq. ft. of floor area. 

Such information affords fairly defined lines on which to 
decide the amount of ventilation to be supplied. In providing for 
this very important matter of standards of ventilation the first 
step is to find out by observations, which can easily be conducted 
by correspondence, how many people are to be crowded into a 
certain space in different types of buildings. 

It is a very deplorable and unfortunate result, of all the good 
work that has been done in the line of ventilation, that in many 
of these installations, admirable as they are, you will find that 
ignorance and lack of practical care has put them out of use. I 
went recently, for the first time in my life, to visit a prison, one 
of our leading institutions, provided with a modern and elaborate 
system of air supply and exhaust, with forced draft blowers and 
tempering coils. But not one fan in that entire building was 
operating, nor had it been operated for twelve months prior to 
my visit. That is what happens sometimes when we have tried 
to do something good in the way of ventilation, so that we must 
also educate the people who have the running of such apparatus. 
How is it going to benefit the unfortunate prisoners in such an 
institution to know that there is a fine ventilating plant which 
cost $75,000, unless it is operated? I can assure you that the air 
in the entire institution was so foul that, as was said by one of 
the inspectors, you could have cut it with a blunt knife. 

Mr. Whitten: If it is pertinent I would like to suggest that 
we hear from Dr. Gullick. 
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President Hoffman: We have with us Dr. Luther H. Gulick, 
of the Russell Sage Foundation, who has charge of school hy- 
giene. We are very much pleased to have him with us, and I 
know that he has something very valuable for us. I am pleased 
to have the opportunity to ask him to come up here and speak 
to you. 

Dr. Gulick: Mr. President and gentlemen: I appreciate greatly 
this opportunity of presenting to you evidences that standards of 
a physiological character do exist. 

The researches of Atwater, Ercklenz, Thompson and others 
with relation to respiration have pretty nearly overturned the 
theories upon which present-day heating and ventilating is based. 
For example, when director of physical training of the public 
schools of New York City, I was told that the ventilating sys- 
tems did not ventilate; that the thousands and millions of dol- 
lars which we were spending in our wonderful new schools, and 
which purported to deliver to each scholar 1,800 cubic feet of 
air per pupil per hour, did not do it. I have investigated in 
many of the class rooms, under many conditions, under condi- 
tions where the wind blew towards the room, under conditions 
where the wind blew away from the room and sideways, under 
conditions where the temperature in the room was greatly variant 
from the temperature outside of the rooms, and, Mr. Chairman, 
I failed to find a single room in which the ventilating device did 
not do what it was calculated to do. Nevertheless, though the 
ventilation in those rooms should have been ample, it was in- 
adequate because based on faulty standards. 

The following is merely an illustration. A secretary of mine 
was obliged to work in an office which was about 8x 1o x to. It 
had a door, but no window and no means of ventilation what- 
ever, not even a transom over the door. For certain reasons 
it did not seem feasible to transfer her to another room. She 
was a woman of exceptional vigor and vitality. In the course of 
two or three months she commenced to show those signs which 
we ordinarily associate with ill-ventilation—pain in the back of 
the head, regularly coming on afternoons, inability to think 
readily, confusion, pain over the eyebrows, general perspiration 
not related to the heat of the room. I placed an electrically actu- 
ated fan in that room which completely and permanently relieved ~ 
all symptoms of ill ventilation. 
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This would not be significant as a single case were it not sup- 
ported by extensive investigations, and there are ample reports 
on these subjects. In the “Zeitschrift fur Hygiene und Infec- 
tions Krankheiten,’ Volume 49, 1905, are articles by Flugge, 
Heyman, Paul, and Ercklenz which give results of fundamental 
importance. I can but refer to these. 

A man is kept in a hermetically sealed box about a meter square 
and two meters long. After a time he commences to show the 
ill effects of staying in that box, has headache, commences to 
perspire, thinks in a dull confused way—all the symptoms, the 
classic symptoms of ill ventilation. A button is pressed and a 
fan started in the box. This removes all symptoms for a con- 
siderable period. The same result occurs not in one case, but 
in case after case. 

These careful Germans said: “We will go further. We will 
put the man in the box and connect his mouth and nose with 
tubes going outside of the box where there is fresh air.” Under 
these conditions, although not quite so soon, the man showed the 
same symptoms of ill-ventilation which he showed when he was 
breathing the air in the box, although he is now breathing out- 
side air. 

In other experiments the conditions are reversed. They take 
the man out of the box, connect a tube with the box and make 
him breathe into the box. Under these conditions he does not 
show the effects of ill-ventilation for a long time. He does ulti- 
mately, but not quickly as he showed them when he himself was 
in the box. These experiments are performed on men and on 
women, on sick people and on well people, on fat people and on 
thin people. 

The University of Minnesota has conducted a series of classic 
experiments in which cattle are kept in tight stalls. Water is 
admitted by faucet, food is introduced by a tube, and the room 
is, so far as possible, hermetically sealed. It is true that a man 
does open a little door wide enough to slip in and clean the stall 
and make records such as those of Professor Kent. For thirty- 
seven days, in the particular experiment of which I speak, a bull 
lived healthily and happily and gained an average of a pound a 
day. He accidentally injured one of his horns. We physicians 
say that vitality is reduced by bad air, and that sores heal with 
difficulty except under conditions of fresh air. That horn healed 
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perfectly, and just as rapidly as did that of a bull whose horn 
was purposely injured at the same time outside in the pasture. 
These are matters of official record. 

Experiments teaching the same truth have been carried on by i 
Dr. Leonard Hill, of the London County Hospital, by Wesleyan 
University and by the Carnegie Laboratories under Dr. Bene- 
dict. All of these experiments are officially recorded, and the 
original records are available. 

The exact percentage of oxygen in air is not nearly as im- 
portant as we physicians have thought. There is a neural ap- 
paratus in the back part of the brain which controls respiration 
so that even within such degrees of variation as occur in the 
worst or the best ventilated room, the amount of oxygen used by 
the individual does not vary at all. That is if there is 16 per 
cent. of oxygen in the air the lungs extract from it just as much 
oxygen as if there were 21 per cent., which is normal. If it 
falls below 15 per cent. this regulating apparatus which controls 
respiration is not adequate to overcome the deficiency. 

Carbon dioxide normally is present in the air, 0.04 of I per 
cent. This may be increased up to 2 per cent. without affecting 
the feeling of the individual and without altering his mental pro- 
cesses, provided the temperature is not elevated and provided the 
humidity is retained at its normal point. That is, this respiratory 
regulating mechanism of the body is a pretty efficent machine, 
and so far as oxygen and carbon dioxide are concerned it will 
take care perfectly of all such variations in the quantity of these 
two gases as occur even in crowded rooms, of course not in 
rooms crowded as was the Black Hole of Calcutta, but in such 
rooms as this, where I do not think there is any ventilation. 
There may be. Yes, I think there is. But if there is, it is the 
first occasion in which, through my entire experience as a 
physician and as a lecturer, it has ever occurred that a lecture 
on hygiene has been given in a room in which there was ven- 
tilation. 

Now what I have been saying does not indicate in the re- 
motest degree that ventilation is not important. But it indicates 
that we physicians have nebulous training with reference to the 
nature of the standards and the nature of the evils which relate 
to bad ventilation. When we remember that tuberculosis is now 
being stamped from out of the civilized world—that disease 
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which has been responsible for the death of one-tenth, approxi- 
mately, of all of our kind—and that one of the major means in 
curing and preventing this disease is the use of fresh air, we can- 
not for a moment think that fresh air is less important than we 
have thought it. 

But we must consider the other elements which may be con- 
nected with the results. Odor has been referred to to-day and 
is constantly referred to as a reliable, although rough means, by 
which we judge of the goodness or badness of the air. Now the 
odor in the air, under any ordinary conditions, comes from de- 
cayed teeth, from diseased tonsils and adenoids, from the eating 
of food which is odorous, from flatulence and from skin which 
lacks cleanliness. I presume that all of you have visited the 
crowded school rooms of the lower East Side of New York City 
and have encountered that characteristic, although not easily de- 
fined odor. Now you would say, “Oh, that is dreadfully ill 
ventilation. What we need to do is to pour into this room a 
great abundance of fresh air.” With the knowledge which we 
have at present we should say, “The thing to do is to wash the 
children and see that their teeth are kept sound and that they 
do not have pus in their tonsils and that in other ways they do 
not pollute the air of the room.” 

Our feelings are predominantly related to so-called “mass sen- 
sation.” This comes not mainly from the organs, not from the 
bones and muscles, but from the skin. The great mass of sen- 
sation results from the stimuli impinging on the outer wall upon 
our personalities. When the blood vessels of the skin are di- 
lated, and the skin is flushed with blood, the air enmeshed in 
the underwear, kept close to the body, becomes damp and hot. 
What is significant here is not the temperature that is in 
the room; it is the temperature that obtains around the skin 
of the body. Thus bad mass sensation may come from body 
heat. . 

There are now twenty cities in America that have open-air 
schools where they put children that are pretuberculous. Under 
these conditions the children increase in the number of their red 
blood corpuscles and in weight faster than do children from the 
classes from which they have been taken. On the average they 
also make better advance in their studies than do the children in 
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the rooms from which they came. The skin and brain cannot 
both be flushed with blood at the same time, so that in a room 
in which the air is stationary there accumulates about the body in 
the clothing a layer of damp, warm, even hot air. In the en- 
deavor to meet this situation the skin starts up a gentle perspira- 
tion. The blood is sent in an unusual quantity flushing the skin. 
This is one of the great reasons for restlessness. It is not be- 
cause the children are overworked mentally, but because the ma- 
terial conditions are such as to demand the mass of blood circu- 
lating in the peripheral parts of the body. Open all the windows 
in such a room, or, better still, open all the windows of the build- 
ing at one and the same time and lower the temperature of that 
room as much as possible for five minutes. During these 
five minutes have the children walk or dance so that they will 
not catch cold. Under these conditions the layer of damp, 
hot air has been swept away from the body and a colder air 
has taken its place. This cold drives the blood from the sur- 
face, thus again putting the individual in condition to think 
quietly. 

These experiments show that there are other factors in venti- 
lation that are just as important as is the purity of the air, and that 
wholesome, fresh air is not to be secured by the brainless adminis- 
tration of a ventilating system, and is not merely a matter of 
so many thousand feet per person per hour of pure air put into 
circulation. 

We are changeable temperature creatures. We need a stimu- 
lus of cold occasionally. We need air in motion and variable in 
temperature. We cannot live at our best at a uniform tempera- 
ture all the day or all the year. To keep the air about the body 
and the clothing fresh is as important as it is to keep the air 
that enters the room pure. There is no best temperature. We 
all need changes of temperature. Hot air without having a rea- 
sonable degree of relative moisture makes us dry. That is said 
to be the reason why some school teachers are dry. 

Fresh air is air that is cool, in motion, free from odor. Pure 
air is normal air, outdoor air, having the normal percentage of 
oxygen and carbon dioxide, nitrogen and so on. And we must 
make the distinction between fresh air and pure air. Modern 
efficient ventilating systems do what they are built for, namely, 
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to keep the air pure. They do not and cannot automatically keep 
it also fresh.* 

Mr. Franklin moved that the thanks of the Society be given 
to Dr. Gulick by a rising vote for his excellent address. (Car- 
ried by a rising vote.) 

Dr. Gulick: I wonder if a joint committee of this body and 
the American School Hygiene Association could not secure for 
us valuable information on these topics? 

Mr. Whitten: I move that the incoming president appoint a 
committee to confer jointly with a committee of the American 
Hygiene Association. 

The motion was seconded. 

Prof. Carpenter: I had an interview at one time with Dr. 
Evans. He wanted to do certain things in a certain building in 
Chicago which I did not think were quite wise. In his paper 
he appears to have very greatly modified his ideas from those 
which he expressed to me. The Doctor assumed at the time of 
my interview that all ventilating engineers were advocating a 


* REFERENCES ON VENTILATION 
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XU, 





XUM 


STANDARDS OF VENTILATION. 147 


down draft system and that we did not consider anything else. 
He was prepared to discredit the down draft system. I showed 
him that the ventilating engineers were not tied to any system, 
either “down drafts” or “up drafts”; that they were simply me- 
chanical engineers who sought to introduce air in proper amounts 
by such methods as would secure the best results, and that the 
circumstances were controlling factors. 

Mr. Barron: I offer as an amendment, if the mover will accept 
it, that the committee so appointed shall be a committee of the 
Society to consider standards of ventilation which we have in 
the paper of Dr. Evans. However impossible it may now seem, 
there are standards. We cannot get absolute standards; we can- 
not get the practical to coincide with the theoretical or ideal. 
But my idea is that the great work of this Society is to ap- 
proach a standard; and this committee should consider standards 
and report, so that finally we may possibly evolve a working 
standard. 

President Hoffman: Does the second concur ? 

A Member: Yes. 

President Hoffman: It has been moved and seconded that this 
committee will also consider standards of ventilation and report 
to the Society. 

Mr. Myrick: I think they ought to consider also the question 
of standardizing possibly the engineer. I realize, of course, the 
great value of doctors, and they generally report in some cases 
that the operation has been successful but the patient is dead. 
Now you can’t have a man to fix your teeth without passing a 
certain examination. A doctor cannot practice, a drug clerk can- 
not put up your medicine without a certain examination. Even 
a plumber is not allowed to touch your pipes without a license. 
But a ventilating engineer, outside of the members of this So- 
ciety, is a man who has his head swelled enough and thinks he 
is a heating and ventilating engineer. I will admit there ought 
to be a State authority to say that a ventilating engineer who 
has been practicing so long should have his knowledge taken 
into consideration, but that no new engineer shall put up his 
sign until he shall pass an examination. 

Dr. Evans possibly is advocating an upward vesiitaabons and 
somebody else downward, but the whole thing is a farce. 
Seventy-five per cent. of the schools of New York State have an 
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expensive system of aspirating coils and things like that that 
are not in use. We have been trying to get a Publicity Com- 
mittee, and apparently we come to the point that we don’t know 
anything about the subject, and that nobedy else does; and still 
we expect to have some laws that we must push a certain kind of 
thing and put it through. 

Now it seems to me that in a Society, the name of which is 
Heating and Ventilating Engineers, we are conflicting with each 
other. We ought to get together and have some standards, or we 
had better dissolve this association. We go along year after year 
to get at a standard, and finally admit that we don’t know any- 
thing about it—what do we come here for? There are inquiries 
about proper heating and proper ventilation, and yet we don’t 
know what to advise. That was the experience of this Society 
at Albany last year. One man says CO, and another says ane- 
mometer test, and the legislature says go back and learn some- 
thing about it. 

I suggest that we ought to be ready before we go before the 
people who make laws for us, so that we can undertake to tell 
them something. We cannot afford to go before the legislature 
unless we have consulted together in this Society and know in 
the first place what we want. 
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VENTILATION OF THE CAPITOL,WASHINGTON, D.C. 


BY NELSON S. THOMPSON. 
(Member of the Society.) 


In accordance with the request of Professor James D. Hoff- 
man, I take pleasure in presenting the following report of Passed 
Assistant Surgeon Norman Roberts, Hygienic Laboratory, 
United States Public Health and Marine Hospital Service, on 
the ventilation of the Capitol, Washington, D. C., with some 
comments thereon by Mr. H. C. Russell, a candidate for mem- 
bership in the Society, and a brief description of the apparatus 
to be used by the office of the Supervising Architect, Treasury 
Department, in determining the purity of the air in buildings 
under its control. I am of the opinion that the Society should 
convey its thanks to Doctor Roberts for permitting his report to 
be presented, as I deem it a valuable document and one which 
will interest the members. 

The following is the report of Dr. Roberts: 

“In this examination there were made one qualitative test for 
sulphur compounds, one for carbon monoxide, four quantitative 
determinations of ammonia, and forty-two of carbon dioxide. 

“The test for sulphur compounds indicated their presence, but 
in such small quantity as not to justify the very considerable 
labor of determining the exact amount present. Sulphur com- 
pounds, mainly the dioxide, are present in greater or less amount 
in the air of all large cities, or in general, wherever coal is being 
burned in any considerable quantity within a number of miles 
to the windward, but are of no hygienic significance unless in 
considerable concentration. 

“The test for carbon monoxide (furnace gas and illuminating 
gas) was negative. 

“The determinations of ammonia resulted as follows: 


Grams per cubic meter 
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“These amounts of ammonia are without significance under the 


circumstances. 
“The determinations of carbon dioxide are given below in the 
order in which they were made: 




















1. Temporary Laboratory, Capitol Basement (Terrace).............2eeeseeeceeeseees 66 
es ee I aa urn 6505560500 50500s 0006 0ccesuesseceticcbarsas 77 
3. House inlet, just inside door to basement.............0cecceccccccsececccceseceuce 33 
atid bo ene kiee 050 nckkw kerk 0 5den5bbp bes 9b4skhneinsesetensnnessennsadeve 30 
Be eh eR ccticncctcnapenddadseennacedennshonenesens1seheseeteseane 61 
i Re ee, IG SONI GI 66 iso 06 cccscnecceudindiccasscasecocdesacies 41 
7.. House basement, at door to engine room (draft into basement)...............0eee0+- 28 
& House Goor, Demnceratioc cide, enat end... sccccccccccccccccccccvcccccccscccsocces 39.5 
i Be ea BD I, PN Oa ics cic ccncccccpesscntncsscccccsseecece 45 
10. House floor, Democratic side, near center aisle (Wicklif).................0-0eeeeeeee 57 
BE; Tineten atiie, sartiy ailer GAGGUIMENO. oon ctsccccccscccsccescsescceccevcccoceoses 32 
12. House basement, draft outward into engine-room............02eeeee00% pi eecocnvene 47 
EE ETT T ETE ET TET TT TCT TTT TTT TTT TOR Te OTT TT CTT Te TTT TTT 27 
ee RN es sce sp Aedes babaeeneds edeonemeeeawe 37 
15. House attic (in session four and one-half hours)..............00eececeecceeeeeeeees 37 
16. House floor, Democratic side, near center aisle (Wicklif)..................0eeeeeeeee 31 1 
TE, TE, Sa GA GO, TENE TNS 6005806 ccc cccscdccccdseccvcscacsccess 46 | 
18. Senate floor, open space in front of Chair..........cccccccccccccccsecccscccscceees 57 | 
I ong cu cnkdactcdedasensedndeboncacescunedesee Cid 39 | 
20. Same, Republican side, bet ee I III 05. 060540d5000650840006600000% 54 
RAE FR re Tee Te Ey ETT eer er TT ee ee ree TT 26 
a ey Ci CO Rc acne ctu ctcccccccedendcetcscundeneeedessesusndwes 29 
Be atte sdwhs<edeedcaddddsdeGgdbescedacdentesscdaetbuldbeadsecdconsueas 26 
: Pitta den ckcidée pent aenidintnsgcekentinndes odawereebeseteradedensssckesnnnds 238 
25. House b t, near engi ERE Be PEE ee Oey ma ee ae OOF eee eI 31 
; 36. Gemate Goor, front, Demnceratle CGtMe?.....cccccccccccccccccccccccccccccssccccece 48 
? CE ET EEE eT OE EET EET ee EET TT eee ere 60 
} ee es cc ccensavedasdadesucdseshhebeteedéondeseansenans 61.5 
| a nen. cc tuhendddnvndshessekbunspssacebucwensanhs 103 
i SR, Bee Gee, MAR SOM, TG Ge oo. s.c cc cc ccccckctccapecsepeccsccsespesess 41 
| Sb Se ONL, MII EE IS, 5 io :ec.4 cc neg ceds basccccicstosencesiesseehesceanseonss 50 
32. House floor, Republican side, third row... .......ccccccsccccccccccccccccccccsceces 50 
33. House floor, Democratic side, front row, near wall..............sesceceeceeceneeees 66.5 
ee en IN CUR III 556 00h ciedccbotacdcccdecsgdsnesdsiccssassecee . 40 
ic Se RN TN inc kdnccccwdntbiscnedcederntercéedecevonenans 80 
36. House floor, front of Chair (ch SE teria i ncehadecdbinnaceme saeco 41 
37. House floor, Republican side, fifth row (changes of position)..................eee05- 37 
38. House floor, Democratic side, fourth row (changes of position)..............0.0+se5- 29 
39. House floor, through pipe, middle of Democratic side..............sseeeeceeeeeeeee 32 | 
40. House floor, back part of Republican side (changes of position)...............+000+ 32 | 
41. House floor, front of Chair (changes of position)................:0cceeceeeeetcecees 43 
Ge, Tee Tete, Gree ao Ge GOD Soc cess ccccceclelcccscscccesiscccgcseses 72 


oe 


“The permissible limit of carbon dioxide in the air has been 
somewhat arbitrarily fixed at 20 parts per 100,000 above the 
amount in the out-door air, i. ¢., the amount of respiratory car- 
bon dioxide must not exceed 0.0002. Hence in this investiga- 
tion any reading above 48 would ordinarily be taken as indicat- 
ing undue respiratory contamination and poor ventilation, the 
mean reading for the out-door air being about 28. 

“The process employed for the determination of the carbon 
dioxide (Pettenkofer’s method, slightly modified) is quite exact, 
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and it is believed that 2 parts per 100,000 represents the extreme 
error. This error is demonstrated in determinations 23 and 24, 
which should have agreed. The error resulted from not suffi- 
ciently shaking up the vessel after the introduction of the barium 
hydroxide solution; and reaching a probable maximum of 2 
parts per 100,000 at reading No. 24, is believed to have begun 
at about reading No. 10, the results beginning to be slightly low 
at this point. The outside air may be considered to contain 
about 28 parts of carbon dioxide per 100,000 (see readings Nos. 
13, 21, 23,24). The exhaust air from the two chambers showed 
32, 37 and 40 parts (readings Nos. 11, 14, 15 and 34), a fair 
average for this air, during a long session of the house, being 
probably something less than 4o. 

“The basement air seems to be quite pure, in consequence of the 
circulation due to the heat of the engine rooms. Of course, in 
occupied, poorly ventilated spaces, of which there are a number 
in the Capitol basement, the air promptly becomes contaminated. 
This contaminated air tends to ascend into the halls and rooms 
above, and it is believed that the elimination of the sources of 
heat in the basement (the removal of boilers and engines when 
the new powerhouse is put into operation) will prevent this addi- 
tional contamination of the upper stories. 

“The condition of the air on the floors of the chambers was at 
first a puzzle. The readings obtained from the exhaust air in 
the attics were low; yet the carbon dioxide readings on the floors 
varied unaccountably from 31 to 103 parts per 100,000. This 
wide and irregular variation was finally accounted for as fol- 
lows: The specimens were taken by sucking the air out of the 
bottle by a rubber tube, into the lungs, the air from the room 
filling the bottle at the same time, care being taken to discharge 
the expired air from the lungs away from the bottle; and where 
there was a constant strong air current, as in the air inlets and 
outlets, none of the carbon dioxide expired from the experi- 
menter’s lungs got into the flask and the readings were low. On 
the floors of the chambers, however, the motion of air was very 
slight, and the experimenter’s breath contaminated the whole 
atmosphere for a radius of several feet from his face, including, 
of course, the portion of the air from which the sample was 
drawn. On the other hand, when precautions were taken to 
escape this contaminated air (as by taking the specimen through 
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a pipe from below the floor, No. 39, or by moving while taking 
the specimen), the readings were again relatively low. The ef- 
fect of this is shown by results Nos. 41 and 42, in which the con- 
ditions were practically identical, except ‘that in one case the 
examiner moved about, while in the other he stood still, and, 
holding the bottle well out of the way during expiration, held 
the bottle as near as possible to the face during inspiration, so 
that the air which went into the bottle very accurately repre- 
sented the air as it is actually breathed by the members on the 
floor during a session. At first sight it would appear that the 
results obtained when part of the carbon dioxide in the sample 
came from the experimenter’s own breath should be considered 
of no value. On the contrary, when controlled by experiments 
in which this factor is eliminated, they are highly instructive, 
since they show that conditions are such that although an abun- 
dance of air is supplied, the distribution is faulty, and the mem- 
bers occupying the floors of the chambers rebreathe their own 
breath, while a large quantity of pure air passes unchanged and 
unmixed through the chambers to the outlet.” 


APPENDIX TO THE REPORT ON THE ANALYSIS OF THE AIR AT THE 
CAPITOL. 


“The method employed for the determination of the carbon 
dioxide was a modification of Pettenkofer’s method, as fol- 
lows: 

“Several glass containers, holding in the neighborhood of 
4,000 c.c., were measured as to their cubic capacity by weighing 
first when empty and dry, and then when filled with water. 
Erlenmeyer flasks with mouths about 114 inches in diameter were 
preferred on account of the convenience in cleaning and drying, 
but not enough of these were available and bottles of the ordinary 
shape had to be used sometimes. These containers were stopped 
with rubber stoppers, which in turn were bored with a hole 
about %-inch in diameter, and closed with a small, hard, red 
rubber stopper. In taking the sample the air in the bottle was 
sucked out by a rubber tube reaching to the bottom, the larger 
stopper being removed. About 10,000 c.c. of air, on the aver- 
age, were passed through the bottle; the mouth was then tightly 
closed and the bottle taken to the laboratory. Fifty cubic cen- 
timeters of barium hydroxide solution of known strength (see 
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below) were introduced by means of a bufette through the hole 
in the large stopper, the small one being removed. The flask 
was then again tightly closed and set away for an hour or more, 
the contents being gently agitated at intervals. (The occasional 
agitation appeared to be necessary to complete the absorption 
within a reasonable time.) In the meantime some of the same 
barium hydroxide solution was titrated against the standard 
oxalic acid solution as follows: 25 c.c. of the barium solution was 
run from the burette into a 100 c.c. volumetric flask, and one 
drop of one per cent. phenolphthalein solution added, producing 
a deep red coloration. From another burette the standard 
oxalic acid solution was added until the color was exactly dis- 
charged. The oxalic acid solution contained 2.819 grams of 
acid to the liter, and one cubic centimeter was equivalent to 0.5 
c.c. of carbon dioxide at o degree C. and 760 mm. pressure. 
The value of the 50 c.c. of barium hydroxide solution being thus 
determined, and sufficient time having elapsed for the complete 
absorption of the carbon dioxide in the sample of air in the 
4,000 c.c. container, a drop of the phenolphthalein solution was 
introduced into the latter, a final shake given to color the liquid 
uniformly, the small stopper removed, and the nozzle of the 
burette containing the oxalic acid solution introduced, and the 
acid run in until the color was exactly discharged. The differ- 
ence between the strength of the barium solution weakened by 
the carbon dioxide in the large container, and of the unaltered 
barium solution, represents the amount of carbon dioxide in the 
sample. A correction for temperature and pressure must be 
made, and for convenience a table covering the ordinary ranges 
of temperature and pressure may be made. 
“The following is a sample of the results: 
DeterMinaTION No. 16, 4:50 p.m., Marcn 29, 1910. 


Floor of House, just after adjournment; Democratic side, near center aisle (Wicklif, Louisiana) 
Temperature, 25.° C. Correction factor, 92.3%. 
Barometer, 30.16 in. ; 
cits, TG ch. Ge oa on an oan dna senkc cides ccesesbésancene 31.6 c.c. oxalic acid. 
SO. c.c. Ba(OH)s sol. (after exposure) .....c ccc cccccccccccccccsccccccccces 29.3 c.c. oxalic acid. 





2.3 c.c. difference. 








1.15 0.923 1.24 1.15 c.c. COz in sample (at 0° C. and 760 mm. pressure), 
0.00031 1.24 c.c. at 25° C. and 30.16 in. pressure. 
4000 ) 1.24000 ( 
1.2000 31 volumes of COs per 100,000. 
. 4000 
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“This procedure is a slight modification of that given, in 
Kenwood’s ‘ Public Health Laboratory Work,’ 4th Ed., 
London, 1908, pp. 160-168. 

“The ammonia was determined by drawing 100 liters of the 
air slowly through a train of three wash bottles containing am- 
monia-free distilled water. The air was drawn through a lead 
pipe opening above at the level of the tops of the desks about 
midway from front to back of the chamber, and connected below 
into the ‘ plenum’ or fresh air space below the floor, through a 
ventilating opening, where it was connected with the train of 
wash bottles. The absorbed ammonia, ‘free’ and ‘ albumi- 
noid,’ was then determined as in water analysis, by distillation 
and Nesslerization. The two varieties are reported together, 
instead of separately, because it was impossible to make the dis- 
tillation until the next day, and the distinction is not as signifi- 
cant in the case of air as in water. 

“ The sulphur compounds were tested for by slowly passing 
the air through bromine-water in a train of absorption bottles, 
whereby the sulphur was oxidized to sulphuric acid. This was 
tested for by the addition of barium chloride solution and dilute 
nitric acid. The reaction was controlled by parallel tests on (1) 
a sample of the same water through which out-door air had been 
passed (at the Hygienic Laboratory), and (2), a sample of the 
same water untreated. 

“ The carbon monoxide was tested for by shaking up a liter 
of the air with a dilute blood solution and comparing the 
color with that of a similar portion of the same blood solution 
not exposed to the possible action of carbon monoxide. 

“ All of these methods are derived, with or without modi- 
fication, from the descriptions in Kenwood’s ‘ Public Health 
Laboratory Work’ (supra), in the section on Air Analysis, pp. 


149-198.” 


It might be well to state that Dr. Roberts makes no pre- 
tense to being a ventilating expert except as it refers to 
hygiene. 

Attention is called to the following: 

It will be noted that the report always refers to the CO, 
constituent as parts in 100,000, whereas the heating and ven- 
tilating engineer usually refers to it as parts in 10,000 parts 
of air. 
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The CO, constituent in the air intake, readings No. 13, No. 
21, No. 23 and No. 24 average 27 parts in 100,000. This is 
very low reading, and is accounted for by the fact that the air 
intakes are on the capitol grounds several hundred feet away 
from the slightest source of contamination and long distances 
from any serious source of contamination. 

The system of ventilation used in the Senate and House 
chambers is the up-draft, and many of you are doubtless fa- 
miliar with it. The air is admitted by multiple floor open- 
ings, in the legs of the members’ desks, etc., and escapes 
through a perforated ceiling, through which it is drawn by 
exhaust fans. 

The air quantities circulated are sufficient for excellent ven- 
tilation, which is evident upon comparing readings 13, 21, 23 
and 24 with 11, 14 and 34, the CO, constituent increasing 
from an average of 27 to an average of 35 parts in 100,000, 
yet the readings obtained at the floors of the chambers were 
very much greater, one case (No. 29) being 103. In the re- 
port above quoted Dr. Roberts explains that some samples 
were taken while he was standing still in the chamber, while 
others were made with the experimenter in motion. It seems 
rational to consider the former as the kind of samples in which 
we are really interested, because they represent just the kind 
of air a member sitting still in his seat is breathing. The rela- 
tively purer air in the aisle beside him or in the “ foul air” 
space in the attic above him does him no good. 

It seems that Dr. Roberts was justified in his conclusion 
that the distribution is faulty, and that a large part of the air 
as soon as it entered at the floor took a “ bee line” for the 
ceiling openings and there was little or no diffusion, or at 
least what diffusion there was took place above the breath- 
ing line. 

Whether or not better results could have been secured with 
the downward circulation or some other method is a question 
on which the experts will disagree, but it is undoubtedly a 
fact that in this case the upward circulation system had a fair 
show. 

The important point we see emphasized in Dr. Roberts’ re- 
port is that when we test the CO, constituent in an occupied 
room our result will depend more or less upon where and how 
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we take the sample. A sample taken in the foul air duct 
might mean little or nothing, especially if the occupants of 
the room were sedentary. In this case we should get our 
samples, as it seems to us, near the occupants’ heads and in 
such a way, as Dr. Roberts did, to represent accurately the 
same air the occupant was breathing and not the air over his 
head or beside him. The closer the results obtained from 
these samples agree with those obtained from the air in the 
foul air duct the more efficiency we are getting out of a given 
quantity of fresh air introduced. 


DISCUSSION. 


Prof. Carpenter: This paper brings out very clearly this one 
scientific fact, that the air in a well ventilated room can vary 
greatly in its character in different parts of that room. It 
appears that the natural diffusion which takes place in the air 
is not sufficient to neutralize the difference in chemical composi- 
tion in different parts of the room. In other words, we can have 
very bad air in some parts of the room and very good air in 
other places, and consequently the problem of ventilation is not 
only that of introducing air into the room but it also includes 
that of perfectly distributing and circulating that air. 

At one time I made investigations in the City of New York 
in very much the same way as indicated by this paper, and we 
found the same law held true. In schools where plenty of air 
was introduced to maintain our standards of purity, certain parts 
of the room were found with very impure air and other parts 
with very pure air. In other words, the ventilation difficulty was 
to get perfect diffusion. We found one very gratifying thing: 
that in the rooms we investigated which had a standard system 
of introducing and circulating air, the results were generally 
good and the distribution of the air pretty uniform. In schools, 
however, where natural draft was depended on, the distribution 
was very bad, the air was very poor and the teachers and chil- 
dren both suffered from poor ventilation. 

I think the points that have been brought out in these physical 
and physiological papers are very important, because they em- 
phasize the circulation and distribution of the air. These con- 
siderations caused the committee to introduce that other require- 
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ment into our suggested standards, that is, that the ventilation 
should require not only the proper volume, but it should require 
the proper circulation, which, of course, means the proper dis- 
tribution. Those things perhaps are well known, but the physi- 
ologists have brought them out in a way that is very interesting 
and very helpful. They prove that we should not try to get 
along without circulation. They have also brought out the fact 
that even with circulation our supply of oxygen may be very 
insufficient and yet the human body does not suffer as a result. 

Now these questions I think are of very great value to us as 
engineers, and this paper is of value, because it shows that the 
very costly system, which was employed in this particular case 
in order to secure perfect diffusion, was no more of a success 
than the one we ordinarily use, which is very much cheaper and 
very readily installed. 

Mr. Whitten: In regard to the matter which has been given 
some prominence in these physiological papers, I wish to relate 
an instance of a test of a school building in connection with a 
rapid circulation or the rapid delivery and exhaust of air. 

In one room which I tested in the school building the air 
supply was designed or intended to be 750 lineal feet per minute, 
the rate of travel. It was rather a windy day that this test was 
taken, the wind blowing about fifteen miles an hour. And we 
found that in some rooms on the leeward side about thirty-four 
eighty-seconds of the air went out of the vent. The balance 
escaped from the room by other means—the greater part through 
the windows. A test of the air in that room at the prevailing 
level, which was quite low—the children were small and not 
particularly clean—showed an average of about 10 parts of 
carbon dioxide in ten thousand. There seemed to be a stagnated 
part at the bottom of the room. And it seems to me that unless 
some means can be taken to insure the circulation of the air in a 
room and its exit by the provided means, that rapid circulation 
or rapid delivery of air to a school room in many cases, espe- 
cially on the leeward side of the building, defeats the object for 
which it is intended. © 

Mr. James H. Davis: This paper, as Prof. Carpenter put it, is 
very interesting at this particular time, from the fact that we 
have had a paper from Dr. Evans, and being somewhat familiar 
with what is going on in Chicago I am pleased that this paper 
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has come just at this time. But those who were present when 
the report was read from the Illinois Chapter and also the report 
from Mr. Lewis, they will remember that they are now prepar- 
ing to do this very thing in the schools in Chicago, that is, with 
one or two rooms. And it is evident that it has already been 
demonstrated that its efficiency is no greater, as Prof. Carpenter 
has put it, than the way we now heat and ventilate our schools. 
I speak of that because there is a misleading statement in one of 
the papers read yesterday in an extract from a paper read by Prof. 
Watt in Chicago, in which he said the air of the schools is dryer 
than the air of the Desert of Sahara. Now Prof. Watt, I think, 
also misstated the results obtained in fuel saving by introducing 
greater humidity. 

This author shows us conclusively that we may have contami- 
nated air by introducing the air in large quantities at the floor 
and taking it out at the top of the room, for he states that there 
are undoubtedly currents which go directly from the floor 
registers to the ceiling openings. It can readily be proved by any 
one who has made a test of hot blast heating that there are 
streaks of air. If we should take that blackboard as a cross- 
section representing the outlet of a fan and take our readings 
of temperatures at any different points, we would find that they 
all vary; there would be no two alike. And that variation in 
temperature we would find on introducing air at any point. 

I am very glad the Professor has brought out the fact that the 
present method of ventilating schools, both in New York and in 
Chicago and in the large cities, is not so defective as some of the 
newspapers would lead the general public to believe. 

Mr. Whitten: We have a very diffident member with us, from 
whom I, for one, would like very much to hear, Mr. Moore, of 
Massachusetts, who has had a large experience in this matter. 

Mr. Moore: I was very much interested in Prof. Carpenter’s 
statement, and I think he has, to use the expression, hit the nail 
on the head. As to the underfloor updraft system, it would prac- 
tically be prohibited in Massachusetts on account of the cost, it 
would be so large, for the law requires that all ducts conveying 
heat or air for ventilating purposes shall be made of incombust- 
ible material. Now in order to put in an underfloor system, the 
ducts would have to be made of metal, the construction of the 
building would have to be changed and the installation would be 
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practically impossible. I perfectly agree with Prof. Carpenter 
in his conclusions. 

Mr. Lewis: It would perhaps be interesting to note the result 
of some experiments that have been made in the Chicago Normal 
School by Prof. Shepherd of the Chicago Ventilation Commis- 
sion. Having a chemical laboratory in the building, it is possible 
to get hydrogen, and a number of small balloons were liberated 
in standard class rooms. A piece of old rubber tube was hung 
on each balloon and cut off as necessary until the balloon was 
balanced perfectly. Then these toy balloons were freed near 
the air inlets, in standard class rooms, while they were occupied. 
It was found that it would be necessary, in order to get any- 
thing like proper ventilation, to put diffusers of some kind on the 
fresh air inlets. The air, as shown by the balloon, would shoot 
right across to the far side Of the room, sometimes not spreading 
out at all. Coming over to the outside wall, the balloon would 
drift directly down to the floor, then perhaps it would move up 
very slowly until it came over a pupil, then it would rise up a 
little bit, then settle down again, as soon as it cooled‘off. The 
heat given off by a person was enough appreciably to raise the 
delicately balanced balloon. It is apparent that Dr. Evans is 
right in asking for better ventilation than that gained by the 
dilution principle. We must build our buildings better, we must 
insulate them better, before we can get perfect ventilation. Every 
cold surface makes a down current; every hot surface makes an 
up current. These improve ventilation if properly applied, but in 
present practice they are liable to destroy the efficiency of venti- 
lation by dilution. 

I think there will come a time when we will not put radiators 
under the windows in ventilated rooms, as they destroy the cur- 
rent scheme of ventilation by dilution. The radiators so located 
set up a counter circulation opposed to the ventilation circuit, 
especially when the air inlets and outlets are on an interior wall. 
With radiators under the windows, the heat loss from a room is 
increased, owing to the greater difference in temperature be- 
tween the inside and outside of the wall. 

I have had, I suppose, fifty school rooms with direct radiators 
which were not put under the windows, and have not had any 
complaints due to the cold on account of the location of the 
radiators. I think we should work for double windows and 
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walls, thoroughly furred, to get rid of the local cooling effect, 
rather than counteract poor construction by piling radiation up 
against it. 

President Hoffman: Were these radiators. put along the bare 
wall between the windows or on the inside wall? 

Mr. Lewis: I have never had experience with radiators entirely 
on the dead side of the room. However, in a number of in- 
stances in rooms in which one side was glass and exposed wall 
I have put the radiators at right angles to the glass and exposed 
wall not far from them, with satisfactory results. 

Mr. James H. Dayis: In regard to the introduction of air 
with a sweeping effect, it occurred to me that a device could be 
arranged to be placed on the room outlet similar to those which 
we have on little electric fans, so that a current of air would 
sweep in a like manner forwards and backwards. This could be 
operated by compressed air or electricity, and would give a 
sweeping effect and would thus throw the warm air all over the 
room. 

Mr. Franklin: In this excellent paper I note that the largest 
defects seem to be in front of the speaker’s chair, both in the 
Senate and the House. Now wouldn’t that show that there was 
not sufficient provision made for what we might call dead spaces? 
Under each chair there is an opening admitting air and allowing 
it to be diffused; but here is a large space in front of the 
speaker’s chair in which there was evidently no provision made, 
as it was not thought necessary because there were no officers in 
that space. If it is necessary to have the ventilation perfect 
all over the room, provision should be made for these unoccupied 
spaces. 

Mr. Macon: It is highly important, in testing indoor air for 
the amount of carbon dioxide it contains, to have some knowledge 
of the proportion of carbon dioxide in the air supply. In some 
tests made of the outside air on the roof of the Custom House 
in New York City, Mr. Cooley, of the Supervising Architect’s 
Department, found that at this point, which is near the Battery 
and presumably pretty well wind swept, the proportion of CO, 
in the outside air ran as high, I think, as 7 parts in 10,000. The 
importance of this phase of the subject has been recognized in 
the proposed new law for factory ventilation in New York State. 
The committee having this matter in charge had to bow to the 
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wishes of other interests which contended that carbon dioxide 
should be recognized as the vital element in ventilation, and we 
settled on a differential. It complicates the matter by making it 
necessary to test both the indoor and outdoor air. 

The proportion of carbon dioxide in a given indoor atmosphere 
has commonly been regarded as an index of the ventilation of 
the apartment, on the ground that ventilation is required to dilute 
to a maximum extent the so-called or assumed poisons of expired 
air. The late investigations of physiologists indicate, however, 
that poisons in the human breath do not exist. 

Assuming that there is nothing of a poisonous character in the 
average human breath, ventilation to offset the effect of expired 
air would seem to be required principally to minimize the danger 
of contagion from pathogenic micro-organisms projected from 
the mouth. If the movement of air provided in a room can 
carry away the harmful bacteria, then one of the desirable fea- 
tures of ventilation has been secured. It is possible that con- 
tagion can occur even with a high movement of air over the 
body, owing to the fact that these germs may be sent consider- 
able distances from the mouth in coughing or speaking, but gen- 
erally speaking it is acknowledged that bacteria have no powers 
of self-locomotion and tend to gravitate. At any rate, dust par- 
ticles are assumed generally to harbor bacteria in large numbers, 
and so a ventilating system should be one minimizing dust agi- 
tation. 

The carbon dioxide test tells us nothing with regard to the ex- 
istence of dust. Tests for the amount of bacteria in the air and 
the kind of bacteria do not seem to be highly successful or at 
least highly practicable. And investigations of physiologists in- 
dicate that the question of contagion by bacteria is only a part 
of the story, and that the up-keep of the proper heat exchanges 
of the human body and the maintenance of conditions, taxing the 
nervous system to a minimum extent, are important. 

The carbon dioxide content of an atmosphere tells us nothing 
with regard to the temperature of the atmosphere or the hu- 
midity, and these are important conditions, as elaborate experi- 
ments of physiologists have shown, affecting the heat exchanges 
of the body and the general conditions maintaining health. If 
the strength of the body is kept up, it is one of the 
recognized facts of medical practice that the body then is in a 
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position to overcome the chance of bacteria to get a hold on the 
system. 

Even if carbon dioxide is employed as the standard for venti- 
lation, the method of determining it with any degree of accuracy 
is not especially simple and requires rather cumbersome appa- 
ratus. It is recognized that at least one portable apparatus has 
been perfected, seemingly the last word in apparatus of this kind, 
but in the case of a controversy, or in the proper administration 
of a ventilation law, a considerable number of samples of air of 
a given room would be required and considerable time would be 
needed to ascertain results which many times have to be correct 
within one one-hundredth of 1 per cent., or else the ventilating 
scheme is condemned. 

President Hoffman: I would like to explain a case which 
came to my notice. In some of the lecture rooms at our uni- 
versity, having capacities varying from 300 to 400 students, we 
have found it a difficult matter to obtain a uniform circulation 
and distribution of pure air in all parts of the room. In most 
cases the rooms have raised seats. In our last effort we adopted 
the old-fashioned scheme of opening up one large duct with a 
full supply of air into the space below the raised floor, having 
the air outlets in the risers below the seats. This space below 
the raised floor serves as a plenum chamber. The openings into 
the room are I-in. diameter, and are pitched upward so that the 
air will not strike the floor. The number of openings is sufficient 
to permit the required amount of air to enter at a, velocity so low 
that it can scarcely be noticed 1 ft. from the opening. All the 
air is exhausted at the front of the room near the floor through 
large registers leading to the attic. 

We have so far made no tests in this room for carbon dioxide, 
but I know of a number of people, who claim‘to have fair dis- 
cernment in the matter of pure air, who have come into the room 
from the fresh outside air on both cold and warm days, and 
who say that they can detect little or no odor after a class of 300 
men have been in the room for an hour. I myself have tried 
it, and I could detect just the slightest odor upon entering. This 
is a fairly severe test, since the vent registers are located by the 
side of the doors and all the vitiated air passes these points. The 
circulation at the back part of the room near the top, where we 
would expect the most impure air, is probably the best. 
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This merely goes to show that the practice of admitting the 
plenum air from underneath the seats through a large number 
of small openings and withdrawing it from the front of the room 
by natural circulation to the roof is giving satisfaction with us. 

Mr. F. K. Davis: In reference to the inquiry of Mr. Lewis, 
concerning the placing of radiation on inside walls, I can prob- 
ably give you some information. This diagram on the black- 
board shows an installation made about two years ago. (TIIlus- 
trates on blackboard.) You will realize that there is very little 
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outside wall space that is not taken up by the windows. The 
window sills are about ten inches above the floor, and the top of 
the window runs to within eight inches of the ceiling. There 
was so little space in the rooms for radiation that as a final solu- 
tion radiators were placed as shown in the diagram. 

It was a rather novel and untried scheme, and there was some 
question as to the success, but we had to do the best we could. 

This installation has gone through two winters, in which the 
lowest temperature has been, I think, in one case 8 deg. below, 
and in another 3 deg. below zero. The owner of the house is a 
man of more than ordinary intelligence, and he has watched 
very closely. He tells me that never on any occasion has it been 
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necessary to exceed a water temperature at the boiler of over 145 
deg. to heat his house comfortably, which means usually in ex- 
cess of 70 deg. F. 

The proportion of radiation in these -rooms, assuming that 4 
sq. ft. of wall is equal to 1 sq. ft. of glass, is a little less than 
Y sq. ft. of radiation to each sq. ft. of glass. When I first 
mentioned this installation the question was raised as to cold 
drafts across the floor, and it was predicted that this in itself 
would condemn the plant. I recently went out to the house 
to get some data. I took an anemometer with me, that was 
calibrated flat to 200 and very sensitive, and tried that on the 
floor, to see if there was a perceptible draft across the floor. In 
no case could I get draft enough to start the wheel of the ane- 
mometer, and thermometers hung at the breathing line and also 
with the bulb about 4 to 6 in. above the floor showed a differ- 
ential of less than 2 deg. : 

Mr. Macon: Will you indicate where you had the ther- 
mometers ? 

Mr. Davis: They were hung on the chandeliers in the centre 
of the rooms. One thermometer was hung on the chandelier so 
that the bulb would be on the level of the breathing line of an 
adult sitting in a chair, and the other one was dropped down to 
4 or 6 in. above the floor. That seems to show that radiators 
can be put on the inside walls. Last winter I had an opportunity 
to get some tests on radiators placed in different places in similar 
rooms. 

Mr. Myrick: But you did not state what the velocity of the 
wind was that day. 

Mr. Davis: About two miles an hour; as near as I could 
estimate. It was pretty hard to determine with the ordinary 
type of anemometer, because I find it is almost impossible to get 
an anemometer to face directly towards the wind. 

Mr. Myrick: Was that on the north or east of the house? 

Mr. Davis: About northwest or between west and northwest, 
blowing obliquely on the front. The house was just ordinary 
frame construction. It was built ten or twelve years ago. I 
presume, comparing it with other buildings built at that time, 
that the construction was of 2x 4 studding, 1 inch sheathing, 
building paper and weather boarding on the outside, lath and 
plaster inside. 
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I had an opportunity for tests in ten houses that were built 
identically, only in some of the houses the radiation was placed 
a little different from the others. I spent from ten days to two 
weeks constantly working at the radiators trying to find out 
something definite. Originally I was looking for an error in 
the transmission coefficient of heat from radiators. For ex- 
ample, our coefficient is 1.7 heat units per degree difference in 
some types of radiators, and with a difference between 70 deg. 
and 215 deg., yet I have never been able to find the air in con- 
tact with the radiator as low as 70 deg. The lowest I ever re- 
member getting with any radiator was a temperature of 84 deg. 
F. And on a radiator, where the boiler temperature was about 
130 deg., the air in contact with the radiator has varied from 84 
deg. to as high as 120 deg. on a steam radiator under 1 Ib. 
pressure. 

This seemed to indicate to me that there was something wrong 
with the coefficient, and I was working to that end on these 
buildings. Some of the radiators were on outside walls, some 
of them placed at right angles to cold walls, some of them placed 
on inner or warm walls, and a few of them placed under win- 
dows. I found uniformly that the radiators under the windows 
gave the highest temperature of air in contact with the radiator. 
Those on the cold walls would more nearly approach that maxi- 
mum. Those that were placed at right angles to the cold wall 
seemed to give the best solution, from the fact that the air in 
contact with a radiator at right angles to the cold wall would 
be higher nearer the cold wall, and as we came from the cold 
wall the temperature of the air would drop until between 2 and 
3 feet away we would get approximately the same temperature 
that we would get on a radiator placed entirely on the warm wall. 
As the proportion of heat transmitted by a radiator is in pro- 
portion to the temperature difference of the cooling medium of 
air in contact with the radiator, it seems to show that the 
radiator on the warm wall is more efficient and will transmit 
more heat than the radiator placed on the cold wall or under a 
window. 

Mr. Franklin: I would like to ask the gentleman whether the 
ceilings of the basement in this house are plastered ? 

Mr. Davis: No, sir. . 

Mr. Franklin: Are the boiler and the radiation piping covered ? 
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Mr. Davis: The boiler and piping are covered with the ordi- 
nary magnesia covering. 

Mr. Quay: What was the temperature outside, the tempera- 
ture of the air inside at the outside walls and at the windows; 
and also were the windows of the ordinary open, loose type, and 
how much air came in through the windows, or were they closed 
tight so that not much air could come in around them? 

Mr. Davis: No thermometers were hung for any considerable 
period of time at or near the windows, because there was nothing 
to put them on. Psychrometer tests showed that there was no 
appreciable difference in the temperature at different points in 
the room. The heating seemed very even. The windows were 
tight. 

Mr. Whitten: I would like to ask Mr. Davis whether any 
test was made as to draft at those fireplaces? 

Mr. Davis: There wasn’t any test made for the draft of the 
fireplaces because the time at my disposal was very limited. I 
presume, however, there was a current of air going up the chim- 
ney, from the fact that there are no dampers in the flues. In 
another house, of which this floor plan is typical, an open fire- 
place in one room, the library, was used almost continuously. 
After one winter the owner of the house had the radiator in 
this room removed because they never used it. The room was 
about 16x 18 feet, and without any radiator whatever, yet the 
open fireplace, burning a wood fire in the grate, made the room 
comfortable even in extreme weather. My personal opinion is 
that the heated air, drawn from the other parts of the house to 
that room by the draft in the fireplace, caused that room to be 
warm without any direct radiation. 

Mr. Teran: I would like to know the method that was em- 
ployed to obtain the temperature near those radiators. 

Mr. Davis: This roughly shows the radiator. (Referring to 
diagram on page 167.) Thermometers were hung on an impro- 
vised rack. Here there was a clearance of from % to \% in. of 
air between the iron and the thermometer. Then we placed ther- 
mometers further out at right angles, at varying clearances, until 
no influence was noted. Six or eight thermometers were used 
simultaneously. There is a belief that a thermometer placed near 
a heated surface is affected by radiant heat, but I found in every 
case where | put a paper tube around the bulb of the ther- 
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mometer that the temperature would immediately rise, showing 
that there was more radiation from than absorption of heat by 
the bulb of the thermometer. 

Mr. Whitten: I have found in tests of air currents in rooms 
with windows on the outside wall and a radiator placed below 
the window that there were two distinct currents, one in which 
the rising column is met (providing the window is fairly leaky) 
by a volume of cold air. In that case the heated column im- 
mediately falls back again, and makes a sort of revolving cur- 
tain over the window and wall. There is another deflected cur- 
rent which comes off and returns immediately to the bottom of 
the radiator. There is very little current in the remaining space 
in the room, the air in this space being more or less stagnated or 
stratified. 

In a large number of experiments where I place the radiator 
on the inside wall, and the best results were obtained with 
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radiators of the flue type, so-called, the warm air currents were 
found to be coming up over the inner wall, and, if these win- 
dows were made tight, going clear to the wall, falling and going 
back to the radiator. The colder the outside wall and window 
the more rapid the flow of this current. 

I have found the efficiency of the radiator greatly enhanced 
by putting in a floor register, underneath the radiator, connect- 
ing with a cold air duct, so that the regulated quantity of air 
may be introduced, if found necessary, and circulated through 
the radiator. If this window was not tight, I found a cold air 
zone here which the warm air current did not penetrate. 

In other words, this revolving circle of air was restricted, 
but if the wall and window were made tight, the current prac- 
tically filled the entire room and a general diffusion of heat ob- 
tained across the entire room. 
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Mr. Mobley: I want to say that I agree with Messrs. Whitten 
and Davis. I have had work in several old buildings that are 
isolated. The fireplace stoves were all taken out, and as I was 
not allowed any other place in the room, I located the radiators 
all under the mantelpieces. With one exception, in one house 
which was very much isolated, the mantels were in the middle 
of the room. It happened that I placed these radiators just be- 
fore the last blizzard, seven or eight or perhaps ten years ago. 
The day of the blizzard, and we had a very low temperature at 
that time, below zero, I found the house very comfortable. I 
had thermometers at various exposed places in the house, which 
showed my desired temperature of 70 deg. There were no cold 
effects in that house. It was a house of very ordinary construc- 
tion, without double weather boarding, and it had ordinarily 
built windows. I increased the radiators about Io per cent. when 
I made my calculations. 

Mr. J. Logan Fitts: I would like to call the attention of the 
members, who are interested in ventilation, to the work that has 
been done by the mining engineers. They have studied air cur- 
rents and the handling of air in various ways and also the dis- 
tribution of air through the passageways and gangways of mines. 
I have been in the gangway of a mine, and stepped just around 
a corner and found the effect of gas sufficient to give a decided 
cap to the lantern. I have also gone through a gangway which 
was absolutely clear of all noxious gases and put a safety 
lamp above my head into a little cavity in the roof and found 
quite a mass of gas. That illustrates the necessity of the distri- 
bution of air throughout any chamber that you want to ventilate 
thoroughly. 

Some years ago I designed and manufactured an instrument 
for testing mine gases. During the progress of that work we 
conducted a large number of experiments, which consisted in the 
determination of the quantity of CO,, CO, of ammonia, mine 
gas or marsh gas, etc. We developed a system of testing for 
these various gases, in which we used a solution of lime water 
of known strength; for instance, to test for carbon dioxide. We 
passed a certain mixture of carbon dioxide and pure air through 
this solution, letting it bubble up from the bottom of the test 
tube and out, and we were able to make true determinations of 
the ratio of CO, in the ordinary air by comparing the turbidity 
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of the lime water, after having passed definite quantities of the 
air under test through the same, with the sample made by mixed 
pure air and a known quantity of pure CO,. After many de- 
terminations of an experimental character we found this method 
to be accurate and satisfactory. 

We made some tests of the air in theatres in Philadelphia. I 
also made some tests of the character of the air that came off 
the surface of the street, when gas was leaking from mains, to 
locate the gas leak. I also made some experiments with a live 
rat, putting it under a bell jar and pumping into this jar a mix- 
ture of air and a known percentage of CO,. We were able to 
put the rat to sleep, not permanently, however, for after pump- 
ing in a portion of fresh air the rat would revive and be ap- 
parently as lively as ever. 

This instrument has never come before the public in a general 
way, but it seems to me that a method of this sort, using an 
instrument for pumping the gas through solutions, and using the 
usual reagents, phenolphthalein and others, would be decidedly 
useful. We also had a process for carbon monoxide, which is 
difficult to detect and analyze, requiring quite an extended chemi- 
cal treatment. 

The method of obtaining samples for use in the instrument 
was very simple. A diaphragm pump operated with the fingers 
was designed, with a 34-in. brass tube with tapered ends to each 
section, very much the same as a vacuum cleaner, and we could 
connect these sections and reach to the ceiling or to a pocket of 
gas in the mine, and pump this gas into a rubber bag, holding 
say 5 or 6 gallons, sufficient to make a thorough test. We could 
make a test and note the condition of the air in 10 or 15 minutes 
after the sample was taken. 

Mr. Ingalls: Some years ago in making ventilating tests in a 
theatre building, I obtained air specimens in a manner very sim- 
ilar to that described in this paper. Two litre bottles were used, 
and samples were taken in four parts of the audience room, 
simultaneously and at definite intervals, while a public perform- 
ance was in progress and a good sized audience present. Under 
such conditions the operators could not move around, nor had 
they much latitude of operation, each occupying an assigned seat 
in the midst of the theatre patrons. 

As may be noted, the handicap of a cramped sphere of opera- 
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tion might have been expected to cause serious contamination of 
the sample by the operator, the results, however, proved differ- 
ently. Very few, if any, of the samples taken show evidence of 
contamination, and many of the series check each other abso- 
lutely, indicating the sample to be true, and unaffected in any way 
by the operator. 











CCXXXVIII. 


REPORT OF COMMITTEE ON THE EFFECT OF AIR 
LEAKAGE AND WIND VELOCITIES ON HEATING 
GUARANTEES. 


This report sets forth a few specific examples, and is intended 
to be one of progress only: 


Harvard Medical College: 


A large group of buildings heated from a central plant by 
means of a forced hot water system. Direct radiation and indi- 
rect fan system. Fans in use from 8 a.m. to 6 P.M., Monday 
to Friday, inclusive. Saturday fan in use from 8 A.M. to I P.M., 
Sunday direct only. Use of buildings is such that conditions on 
one day of the week will compare nearly with same day of the 
following week. B. t. u. supply determined by recording ther- 
mometers on supply and return. Venturi meter determines 
amount of water circulated. Manometer readings hourly. 

Wind velocities and direction and outside temperature taken 
from U. S. Weather Bureau records at Federal Building, 
Boston. 

A table showing comparative days of week for January and 
March, 1910, from the Chief Engineer’s log. 

The buildings are of high-class construction, and have usual 
proportion of windows compared with wall surface. Glass area 
not excessive. 

Extract from Report of Tests of Gymnasium Buildings at 
Michigan University by J. E. Emswiler, Mechanical Instructor, 
under Supervision of M. E. Cooley, Dean of the Engineering 
School : 


“*Men’s Gymnasium. 
Exposed on West, South and East. 
Usual number of windows and doors. 
Large and very leaky skylight. 
Three doors leading to b 
Heated and ventilated by Fan System. 
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r Ay. Outside Av. Wind Av. Wind 
Av. Outside Velocity Veloci 
Total | “emp, | gl@@P,  |Miles per Hr-|Miles per Hr.| Direction 
DATE. Su ply. 8 a.m. to am. 8 a.m. to 6 p.m to of 
4 _ 6 om 6 P.M. 8 am. Wind. 
Readings. 
SarurpDay. Millions. Degrees. Degrees. 
Jan. 1,1910........ 143 31 35 4 10.2 16. S.W. 
as a " saseeces 123 28 26 10.2 6.4 W. &8.W. 
tk ae 232 26 25 20.9 13.8 |N. 
~ a ™ sedanead 45 45 37 8.4 16.9 8.W. 
a are rr 100 38 32 10.6 24.8 N. & W. 
Sunpay. | 
Jan. 2,1910........ | 123 43 | 36 14.2 9.5 S.W. & W. 
a accoccas 131 30 26 3.5 9. S.W. &N. 
oP: .. adencenel 143 38 30 6.7 9.1 N.W. 
- a” dbname 105 39 34 12.4 6. 8. 
> 5! sankanse 98 33 32 18. 8.3 W.&N. 
| | 
Monpay. 
Jan. 3, 1910........ 191 32 | 21 5.5 21. W.&N.W. 
= SR ~edeushad 191 30 17 17.3 11.4 N. &W. 
ent Ga res 156 34 34 7.4 5.4 E. &8. 
7) Tk wésaweune 131 39 38 5.1 4.7 8S. & E. 
~ G  cascones 191 31 27 12.4 15.8 N. 
TurEspay. | 
Jan. 4,1910........ 303 6 } 1 18. 11.6 N.W. 
7 Ty  - cacncbes 213 26 F 24 11.4 9.2 w. 
a aur 111 46 } 45 16.9 13.1 W. &S.W. 
> 2 ~ sanaeeta 119 37 | 35 10.1 10.8 N. &E. 
WEDNESDAY 
Jan. 5,1910........ 183 15 32 6.8 8.2 N.W. &S.W. 
a: etaseeds 183 30 28 9. 8. W. & N.W. 
oO Sheansss 150 40 32 14.3 9.5 w. 
7 2 - eatetms 109 40 37 9.5 5.5 w. 
Taourspay. 
Jan. 6,1910........ 114 46 40 10.7 6.5 W.&N. 
7 GD © ncedescs 195 30 » 28 5.5 12 N.W. & N.E. 
7 RR ” dcovcess 136 39 38 8. 7.2 W. &S.W. 
? ie. canna 127 36 37 7.6 14.2 W.&N 
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| z 
. Av. W: Av. Wi 
Total | A¥, Outside | Av; Outside Velocity, Velocity, ‘ae 
yet Temp., 6pm. to Miles per lir.| Miles per r.| Direction 
DATE. Supply 8 a.m. to sas 8 a.m. to 6 p.m to of 
24 | il 6 PM. Hourly 6 P.M. 8 am. Wind. 
Hourly. n Hourly Hourly 
Turspay. Millions. Degrees. Degrees. 
March 1, 1910...... 49 39 36 16. 10. N.E. 
? - t" weed Ot 37 30 6.6 7.3 W.&N.W. 
a. “See 142 40 32 17.3 9.8 w. 
at Taare ee 47 50 48 | 7.1 8.7 S.W. 
a Se ee 53 67 58 | 14. 6. w. 
WEDNEsDAY. 
March 2,1910...... 138 38 35 15. 18. Ww 
- OS conciga 117 40 29 10. 11.8 W. & N.W. 
a. 0. Manabe 129 45 34 33.7 10.6 W.&N. 
pe ae ee 91 43 37 10.7 5. E. 
A ted 65 | 50 45 9.8 7.3 E 
| 
THurRspDayY. 
March 3, 1910...... 93 | 45 42 12. | 9. W.& N.W. 
~ a sedann 114 34 30 8.6 6.2 N. & N.W. 
wa ae 131 29 22 12.6 10.6 N. & N.W. 
a, We, Oo ede 70 | 55 53 14.6 16. S.W. 
de, eeneus 65 | 43 43 WA | 10.5 E. &S.W. 
| ! 
Fripay. } | | 
March 4, 1910...... 81 | 43 42 10. | 8. W.&S.W, 
ee Thar ee 112 36 33 8.5 6.2 N. & N.E. 
ee ee 103 | 35 31 8.7 a N.W. &8.W. 
* 95, woe. | 30 | 72 50 13.9 | 11.3 |S.W 
SaTuRDAY. j | 
March 5, 1910...... | 49 | 50 42 | 10.5 8. S.W. 
as ean | 104 36 34 0| «18.4 11. N. & N.E. 
LAG > acasien 39 44 42 12.8 13. S.W. 
an nased 49 49 43 17.9 10.5 N.W. 
Sunpay. | 
March 6,1910...... | 52 40 45 8.4 10. E. &8. 
 Syepeeers } 78 39 38 12,4 8.7 N. & W. 
Qe @nn~" 26 61 43 18.5 11. S.W. & N.W. 
Pe ee cecee 70 43 38 10.7 10. W.&N.W. 
ankeish 3 aaa , 
Monpay. } 
March 7, 1910...... | 94 44 4% 6 (18.1 4. | Ww. 
ee ass dee 145 36 28 } 19. 12. ,. w. 
ey oO nesta 79 43 37 | 8.7 13. N.W. &S.W. 
Ps ae iced 85 50 49 16.7 13. W. &S.W. 
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Inlet ducts in north wall above running track (approximately second story), 
vent ducts in north wall at basement floor. 

Area fresh air openings, 32.31 sq. ft. 

Area vent openings, 33.45 sq. ft. 

Floor registers in main floor at east and west walls. 





‘A series of tests were made in the spring of 1909 to determine 
leakages around doors and windows and the effect of leakage on 
vent flow. Most of the windows showed leakage at bottom or 
sides of sashes and between sashes. This was ascertained by 
means of a special funnel, having one end in the form of a long 
narrow opening, designed to fit over a crack at bottom or side 
of a door or window sash. 

“From this end the shape gradually changed, until, at the other 
end it became circular, and of the size of the wheel guard of an 
anemometer. When the funnel was placed over a crack with the 
anemometer in place, if there was an appreciable leak through 
the crack, it was indicated by the movement of the anemometer 
wheel. While this did not provide a quantitative measurement 
of the leakage it did afford an excellent means of comparing the 
leakage at different places. The velocities read ran as high as 
100 feet per minute to 18-inch length of crack, and in an espe- 
cially bad case as high as 350 feet per minute. Leakage tests 
were again made in the spring of 1910 after the windows had 
been equipped with a metal weather strip; no leakage could be 
detected except in one case due toa bad sash. Leakage at cracks 
of doors showed a reading of about 300 feet per minute. 

“In the tests of 1909 the fan supply was 25,350 cubic feet per 
minute, and the average vent volume was 7,100 cubic feet per 
minute or 28 per cent. of the supply. All windows and doors 
were closed during tests. 

“In the summer of 1909, all windows were equipped with an 
expansion joint metal weather strip. In the spring of I910 a 
series of tests similar to those of 1909 was made. 

“During these tests the fan supply was 22,000 cubic feet per 
minute, and the average vent’ volume was 11,190 cubic feet per 
minute or 49.5 per cent. of the supply. 

“The foregoing shows primarily the effect of leakage, as the 
wind conditions in 1909 did not differ greatly during the differ- 
ent tests. In one test in 1909 with stiff breeze from S. E., the 
vent flow was 7 per cent. less than with a slight breeze from 
the N. E. 
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Women’s Gymnasium. 

Exposed on north and east sides. 

Large and leaky skylight. 

One door leading to basement. Fan System. 

Inlet ducts in south wall, same height as in Men’s Gymnasium. 
Floor registers in main floor north and east sides. 

Vent ducts in south wall of basement. 

Area fresh air openings, 20.46 sq. ft. 

Area vent ducts, 18.13 sq. ft. 

Fan supply, 1909, 10,750 cu. ft. per minute. 

Amount at vent with stiff S.E. wind, 1780 cu. ft. per minute. 
Amount at vent with slight N.E. wind, 4000 cu. ft. per minute. 
All windows weather stripped in 1909. 

Fan supply, 1910, 9530 cu. ft. per minute, 

Amount at vent, 4170 cu. ft. per minute. 

Negligible variation on account of wind noted after weather stripping.” 


The foregoing shows the effect of leakage and wind both to 
some extent. 

In all the tests it is assumed that the leakage from doors and 
skylights was fairly constant, as no attempt to standardize this 
leakage was made. It is the opinion of your committee that a 
study of the foregoing examples will demonstrate the fact that 
leakage and wind velocities cause a great range of effect on in- 
terior conditions of heat and ventilation, much greater than com- 
monly supposed. 

We deplore the fact that the lack of time has prevented a 
greater accumulation of data, and trust that future committees 
may be enabled to gather more information along this line. If 
we can approach the standard used in Germany, much contro- 
versy between engineers and heating contractors on the one side 
and owners and architects on the other will be avoided. It is 
manifestly unfair for an architect to make plans and specifica- 
tions for a building and require a heating contractor to heat the 
“ plans” to 70 degrees, or anything else, in zero or other weather. 
The variation in amount of free opening about doors and win- 
dows is very great. 

It will be recalled that C. B. Thompson, after spending some 
time in research work in Germany, said at the semi-annual meet- 
ing of this Society at Niagara Falls in July, 1908, “ What is 
known as the German co-efficient of heat losses is used and ac- 
cepted as a standard all over the continent of Europe. The 
German co-efficient for glass had nothing whatever to do with 
the way the sash is fitted to the frame, and, when you come to 
think of it, it would be impossible to give a co-efficient for the 
glass and the leakage about the sash, because one might be tightly 
fitted and another % inch away from the frame as you describe. 
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If this Society can get together sufficient data to establish a set 
of standards for the guidance of heating engineers, architects 
and owners, it will have accomplished a great work. With an 
accepted set of standards a heating engineer who installed work 
in accordance with such standards would collect his pay and 
not wait, as he now has to, until cold weather to test the appa- 
ratus before he can get a final settlement. In Germany all that 
is asked of a heating engineer is to install the heating apparatus 
in accordance with Rietschel’s Formule. Then, if the heating 
apparatus does not heat, the builder is called upon to make 
good.” ; 

Capt. Anders B. Reck, of Copenhagen, told one of our mem- 
bers recently that the plan of procedure in Germany was sub- 
stantially as follows: 

The government has a set of standards for different classes of 
construction. Building plans are submitted to an engineer or 
contractor who lays out his heating plant in accordance with 
these standards. The layout is inspected and, if correct, is O.K.’d 
by a Government inspector. After the plant is installed it is 
tested by a Government inspector and, if properly installed, the 
contractor’s bill is O.K.’d by the inspector. The contractor does 
not have to wait a heating season for his money. If the building 
does not heat satisfactorily in cold weather, the inspector is again 
called in and his verdict is almost invariably “fix up your win- 
dows.” 

Your committee is confident that members of this Society, 
particularly those interested in central heating plants, have 
large quantities of data bearing directly on this subject. Such 
data would enable a committee to tabulate and report informa- 
tion which could be used in formulating a standard. 

We recommend that the committee be enlarged so as to in- 
clude members who have access to such data, and are willing 
to obtain it for the Society. This Society should eventually 
confer with the American ‘Institute of Architects, The Na- 
tional Association of Master Steamfitters and kindred bodies 


on this subject. 
Very respectfully submitted : 
D. M. Quay, 
H. W. WHITTEN, Committee. 
GrorGcE Huey, 
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DISCUSSION. : 

Mr. Whitten: I have plotted these results on charts, showing 
the variation in temperatures, wind velocities and heat units. 
These examples, in January, are interesting. January 19th and 
26th are at practically the same temperature. An average of 
these will be found to be very close. The wind of January 19th 
was an average of about fourteen miles an hour, and the higher 
wind velocities occurred during the day. The difference in the 
amount of heat required for those two days is somewhere about 
40,000,000 B. t. u. 

Here is a case of Sundays, when there is only direct radiation 
in use, and there are some interesting conclusions to be drawn 
from them. We have an average warmer day on January 9th 
than on January 16th, but a somewhat higher amount of wind, 
and much more heat is required. Comparing January 23d and 
January 30th, the latter is a slightly colder day, but there is 
slightly more wind on the 23d, and a corresponding variation in 
the heat. 

There are one or two examples in March that will be interest- 
ing. Here are Fridays, and it will be noted that between March 
11th and March 18th there is quite a material (about 10,000,000 
B.t.u.) difference in the amount of heat required; on March 18th 
there is an appreciably lower temperature than there is on March 
11th and about 10,000,000 more B.t.u. required on the warmer 
day, due to the fact that there is a higher velocity during the 
entire twenty-four hours than on the day of March 18th. 

In endeavoring to analyze these charts or deduct something 
from them, I have found what appears to be conclusive evidence 
that the effect of wind during the period when the fan was in 
use was very much more noticeable than when it was not; for 
apparently the fan would cause a plenum in these buildings, and 
the outward flow on the windward side of these buildings was 
accelerated thereby. 

Prof. Carpenter: I notice you referred to the German co- 
efficient of heat losses. 

Mr. Whitten: Mr. Thompson refers to it. 

Prof. Carpenter: I wish he were here. I have been trying to 
find if the Germans had made independent experiments. The Ger- 
man coefficients seem to be based on Peclet’s investigations, trans- 
lated from French into German. 
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Box deduced many formulas for heat transmission, but an ex- 
amination proves that those formulas are all based on Peclet’s 
experiments. 

Now if there is any information as to other experiments I 
would be glad to be referred to it. We have not found any de- 
scription of such experiments in German literature, although we 
have found a list of coefficients, which apparently are based on 
Peclet’s experiments. I have been led to believe in view of that 
fact that Rietschel merely did as Box did, translated Peclet’s ex- 
periments. They have then come back to us from another lan- 
guage. 

Mr. Barron: I want to ask Prof. Carpenter if I am to infer 
from his remarks that the coefficients are merely assumed or in- 
vented for the occasion by the reputed original author. 

Prof. Carpenter: Oh, no; I am very sorry to have that in- 
ference drawn. Peclet made a lot of original investigations and 
actually measured the heat transmission. His work was done 
1850 to 1870. He was a noted French physicist. 

There was a reference in the paper to the German coefficient, 
and I was anxious to find out if there was any German experi- 
ments on which such coefficients were based. I cannot find that 
there are any. 

Mr. Whitten: I might say that the committee have recom- 
mended that future committees on this subject be enlarged to 
take in members who have log-book information on this line. 
I am of the opinion that there are log-books, which not only 
contain, in a very accurate manner, the amount of heat used for 
particular buildings for a period, but also wind velocities, direc- 
tions of wind, and temperatures for the same period, a large 
number of them being steam plants, and that condensation for 
twenty-four hours is taken as the amount of heat used. 

I think I made a discovery that is of great importance, that the 
losses which appear to be most affected by the wind supply did 
not check up regularly. What I mean by that is that in the 
period where the high wind velocity occurred during the day, 
the loss was almost invariably very much greater when the fan 
was in operation ; showing that there must have been far greater 
losses, due to these wind effects, from the fan system than there 
was from the direct system. That is not entirely due to the fact 
that there was less heat during the night than during the day. 
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Mr. Cooper: I would like to ask Mr. Whitten what effect he 
considered the position of the building and the surrounding land 


.to have on the wind pressure. Those buildings have high hills, 


as I remember it, to the westward. Where the velocity of the 
wind is taken is at the Government postoffice, and I imagine the 
land is quite open. When they might get a high westerly velocity 
of wind at the Government postoffice, the buildings might be in 
a practically dead calm. 

Mr. Whitten: The hills Mr. Cooper speaks of are a mile and a 
half or two miles away towards the north. The building is situ- 
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MR. BARWICK’S SKETCH. 


ated at the south end of the so-called Back Bay, the hills being on 
the west. There is a high hill on the south, and the south winds 
that occur during these tests are very infrequent ; but on the other 
three sides there is a very broad sweep of practically unoccupied 
land. 

Mr. Barwick: The accompanying sketch is intended to repre- 
sent a school building A, and its immediate surroundings. The 
adjacent building B is in the position shown. Fresh air inlets for 
the air supply, and exhaust outlets for the ventilation, are indi- 
cated. The adjacent building is about 20 feet higher, and about 
20 feet away. 

When the wind was blowing from the northwest I found that 
I could get very little air in the room A through the register. 
The wind would strike the adjacent building and follow the 








Ste ee eee 














180 AIR LEAKAGE AND WIND VELOCITIES. 


lines shown by the arrows, causing the air to vary in the fresh 
air registers, so that instead of a steady inflow at the register, 
there would be an outflow at times; that is, I could get a vary- 
ing amount from nothing to 300 ft. velocity, and then suddenly 
reversing, so that my readings for one minute would show that 
there was no air registered. 

I placed a temporary wind shield over the fresh air intake, and 
this, I found, corrected the difficulty. I then erected a perma- 
nent shield. 

The room had three windows on the north side and four win- 
dows on the east side. Placing my anemometer on the window- 
sill at a, I found there was an appreciable inflow through the 
closed window, caused by window leakage. Placing it at b, I 
found there was an inflow and outflow, also due to leakage. 
Testing at c there seemed considerable leakage, and at d con- 
siderable outflow; these acted as a check on the inlet from the 
fresh air register. 

Opening the window at a, of sufficient area to equal the size 
of heat flue or register, there was a positive inflow through this 
opening, and slightly less volume in the outflow in the vent 
register. Closing this window, and removing my anemometer 
to the window d and opening the same in proportion to the vent 
register, there was an outflow, and the vent register was found 
to be dead, as no air was passing through. 

The effect was caused by the high wind striking the taller ad- 
joining building, depressing the current, and sweeping through 
the space between the two buildings with rapid velocity in the 
lines shown by the arrows, causing a suction on the east side of 
the school building, which drew the air through the space around 
the sash at c and d, sufficient to prevent the proper operation in 
the heat and vent flues. Placing the cowl over the intake to the 
fresh air flue assisted in supplying the air to the room inde- 
pendent of what leaked in and out through the sash. If the win- 
dows had been properly weather stripped, there would have been 
less trouble with the inlet and vent outlet flues. 
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TOPICAL DISCUSSIONS. 


“Objection to the Making of Plans by Manufacturers for the Installation 
of their Apparatus.” 


DISCUSSION. 


Mr. Barwick: A number of specialties are made which require 
a certain amount of illustration, and it is necessary in a certain 
sense for some manufacturers to provide plans and specifications. 
There are a number of things, however, for which I do not feel 
that it is necessary or essential that the manufacturers make plans 
and specifications. I believe that those things can be illustrated 
by simple drawings or simple descriptions, so that any of our 
engineers can draw proper plans and specifications for any par- 
ticular plant that is erected. 

Mr. Whitten: To show how far that thing can go, during a 
trip through the middle west within recent years I found a large 
number of medium sized jobs where plans of the building would 
be sent to a mail order house in Chicago, and a working plan of 
the installation returned, together with all of the piping, fittings, 
a pipe wrench and various other things, and directions how to 
put it together—everything all ready to go in, and all based on 
the plans and the working drawings accompanying them. 

Mr. Barwick: I might add a little more to draw the matter 
out. A great many of those working plans, which are supposed 
to be passed by parties of that sort, are made from competitive 
drawings and from drawings which the party sends as a rough 
sketch. You can imagine how misleading such a sketch may be, 
especially when the placing of furniture interferes, and also how 
much alteration is necessary. A great deal is misleading, and I 
feel that those things should be discontinued as far as possible. 
From a commercial point of view, however, a man has a per- 
fect right to try and sell all he can and make everything he can 
to his profit. 
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“The Desirability of having Ventilating Laws apply to Private as well as 
Public Schools.” 


DISCUSSION, 


Mr. Whitten: To bring that matter to a head I would move 
you that it is the sense of the meeting that ventilation laws should 
apply to both equally. (Seconded. ) 

Mr. James Mackay: I should say, Mr. President, any ventilat- 
ing law should apply to both public and private buildings. 

President Hoffman: We have no right to dictate to people 
outside of the Society, but we can state our own opinion of any 
law. 

Mr. Quay: We have heard that the Massachusetts law, and 
also that the measure that they have adopted or expect to 
adopt in Chicago, applies to private schools as well as public. I 
don’t see why it should not apply to other buildings. 

Mr. Moore: In Massachusetts for a long time we have had 
that law, and it has worked evenly. We have some parochial 
schools that are models, we may say, of ventilation, and it has 
been generally accepted by all bodies as satisfactory. 

The question was called for, put to a vote and carried. 
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SEMI-ANNUAL MEETING, tort. 


First Day—MornInG SESSION. 
(Thursday, July 6, 1911.) 


The meeting was called to order at 10.30 A. M. by President 
Bolton. 

The Secretary stated that a quorum was present, and on mo- 
tion the calling of the roll was omitted. 

The President: The first item on our program is an address 
by Mr. George Mehring, representing the Illinois Chapter. 

Mr. Mehring: Mr. President and fellow members: In behalf 
of the City of Chicago and the Illinois Chapter, it is my privilege 
to bid you welcome. We believe that we have discovered the 
reason for this recent hot spell. How could it be otherwise with 
so many heat unit experts casting their solar eyes towards Chi- 
cago? Such proceedings are bound to result in a “warm” 
welcome. 

We hope Chicago will live up to its reputation as a summer 
resort during your stay with us. We hope the ventilating de- 
partment of the Great Lakes will get into action, and while it 
may dissipate all the heat units, it will certainly not cool our 
cordiality or lessen our hospitality. 

We hope that the treatment accorded you by Chicago will war- 
rant a continuance of these summer meetings, until the scheme 
of the Chicago Plan Commission, with its magnificent dream of 
civic greatness, is realized. 

Our scheme of entertainment at that time may be on a greater 
scale, but our hospitality and welcome will certainly not be less 
cordial than at present. 

Gentlemen, I bid you all welcome. 

The President then read his address. (See page 205.) 
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President Bolton: We have with us to-day a representative of 
the Chicago Association of Commerce, and will be very glad to 
hear a word from Mr. Wing as representing that body. 

Mr. Wing addressed the meeting, welcoming the Society to 
Chicago. 

President Bolton: The next order of business is communica- 
tions from chapters. We will call for any communications from 
the Illinois Chapter. 

Mr. N. L. Patterson: Mr. Chairman and members: It has been 
customary for the Illinois Chapter to render an account of its 
transactions to the main body at the meeting in January, but it 
may be stated here that we have held regular meetings from Oc- 
tober until May. We have had a large number of interesting 
papers submitted during that time. Various committees acting 
under the Illinois Chapter have been working along various lines, 
and the result, when finally assembled, will, I believe, be of great 
value to the parent association and to the heating and ventilating 
fraternity generally. 

Our membership has remained practically the same. We have 
lost two members and gained two. 

I want to call on Mr. Lewis, the Vice-President, for a brief 
statement of what some of the committees are doing of interest 
to the Society. 

Mr. Lewis: There is no formal report from the chapter at this 
time. The committee to co-operate with Dr. Evans on the Chi- 
cago Ventilating Commission has been working faithfully. Dr. 
Evans is no longer an officer of the City of Chicago. The new 
incumbent of that position, Dr. Young, has expressed his desire 
to work with us along the same lines as those of Dr. Evans. 

Two of the papers drawn up by this committee have recently 
been presented, one at a meeting of the Anti-Tuberculosis Asso- 
ciation at Denver and one at Los Angeles at the meeting of the 
American Medical Association. I have secured permission, in 
case we have the time and care to discuss them, for their pre- 
sentation at this meeting. 

I would like to present a resolution of sympathy and fellow- 
ship and good.wishes to Mr. James Mackay and his family. He 
has been very seriously ill for some time, and is still in a critical 
condition, I understand. He is one of the charter members of 
the Chapter, past-President of the Society and past-President of 
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. the Chapter; and I move that the greetings and good wishes of 
the Society be extended to Mr. Mackay. 
The motion was seconded by Mr. Weinshank and carried. 
President Bolton: Our next order of business is reports of 
committees. The first is the rather important Committee on 
Compulsory Legislation. 
Mr. Hoffman, the chairman, then read the report. 


REPORT OF COMMITTEE ON LEGISLATION FOR COMPULSORY 
VENTILATION. 


Your Committee on Compulsory Ventilation would respect- 
fully submit the following report. Since our last meeting in 
January considerable progress has been made along the subject 
of pure air, and we are pleased to predict that better times are 
just ahead. : 

The last report received from New York shows the Factory 
Ventilation Bill still in the balance. This bill is an amendment to 
the one passed in 1909, and is a credit to the committee, with 
Mr. D. D. Kimball as chairman, in having had a large influence 
in its preparation. It is hoped that the bill will pass, although 
there has been some agitation toward the formation of a com- 
mission to investigate the entire factory proposition, and to re- 
port back a general bill covering all phases of factory work. 
Other than this, there seems to be no serious opposition to the 
bill. | 

In reading over the present statute and comparing it with the 
proposed amendment, one is impressed with the improvement. 
The amendment is very definite concerning the quality of the 
air, whereas the present law is very vague and leaves the mat- 
ter to the discretion of the Commissioner of Labor. 

Two bases are given for determining the quality of the air, as 
shown by this quotation from the proposed law. “A workroom 
shall be deemed to be provided with sufficient means of ventila- 
tion if provided with means of ventilation which will supply con- 
stantly in all parts of the room air, either of the quality or in the 
quantity hereinafter prescribed. A workroom shall be deemed 
to be properly and sufficiently ventilated if the air in the work- 
ing parts thereof does not contain more than nine parts of car- 
bon dioxide in ten thousand volumes of air in excess of the num- 
ber of parts of carbon dioxide in ten thousand volumes of the 
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exterior air, or if there is constantly supplied throughout the in- 
terior of the room at least twelve hundred cubic feet of air per 
hour for each person therein present and employed, and in addi- 
tion thereto at least one thousand cubic feet of air per hour for 
each cubic foot of gas burned per hour, such air to be taken 
from an uncontaminated source; provided, however, that if 
gases, fumes, vapors, fibres, dust or other impurities are generated 
or released in the course of the business carried on therein, the 
room must be further ventilated by providing at the point of 
origin of such impurities proper hoods and pipes by and through 
which such impurities shall be collected and removed, and such 
pipes and hoods shall be connected to exhaust fans of sufficient 
capacity and power to remove such impurities, and such fans 
shall be kept running constantly while such impurities are being 
generated or released.” _ 

The question of temperature, which was not mentioned in the 
present law, is also taken up as follows: “And provided further 
that the temperature in any factory workroom, except a boiler 
room, shall not exceed seventy-two degrees Fahrenheit, as de- 
termined by the wet bulb thermometer, unless the temperature of 
the exterior air exceeds seventy degrees Fahrenheit, as deter- 
mined by the same process, in which case the wet bulb tempera- 
ture of the workroom shall not exceed that of the exterior air 
by more than five degrees.” 

In Massachusetts, our Committee on Compulsory Ventilation 
is having its ups and downs. Since our last meeting, a com- 
mission appointed by the Governor to investigate the subject, pre- 
sented a bill to the legislature which would provide for an un- 
paid commission of five members, whose duty it would be to 
appoint a chief commissioner, two deputies, a register and fifty 
inspectors, ten of these inspectors to be women. The unpaid 
commissioners would have power to fix the term of office, adjust 
the salaries, and discharge and appoint employees. This bill had 
a strong opposition, but at last report has been called up for 
final vote. 

The work of the Illinois committee since the last meeting has 
been in co-operation with Dr. Evans and the Department of 
Health of the City of Chicago. A great amount of work has 
been accomplished, and there is a great deal still to be done. As 
a result of some of their investigations, two papers were recently 
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presented, one before the National Tuberculosis meeting at Den- 
ver and one before the American Medical Association at Los 
Angeles. These papers show the spirit of the work that is being 
undertaken for the improvement of the public health in the vi- 
cinity of Chicago. 

Indiana fell into line on March 3d, with a ventilation law that 
is good as a starter. The State committee, with Mr. Weinshank 
as chairman, working in connection with the Medical Associa- 
tion and Dr. Hurty, the State health officer, succeeded in pass- 
ing a bill affecting principally the schools of the State. Extracts 
relating to heating and ventilation are as follows: 

First, “The ground floor of all school-houses shall be raised at 
least three feet above the ground level, and have, when possible, 
a dry, well-lighted basement under the entire building, and shall 
have a solid foundation of brick, tile, stone or concrete, and the 
area between the ground and the floor shall be thoroughly venti- 
lated. Each pupil shall be provided with not less than 225 cubic 
feet of space, . . . and the interior walls and ceilings shall be either 
painted or tinted some neutral color as gray, slate, buff or green. 
All school-rooms where pupils are seated for study shall be 
lighted from one side only, and the glass area shall not be less 
than one-sixth of the floor area, and the windows shall extend 
not less than four feet from the floor to at least one foot from 
the ceiling, all windows to be provided with roller or adjustable 
shades of neutral color, as blue, gray, slate, buff or green. Desks 
and desk seats shall preferably be adjustable, and at least twenty 
per cent. of all desks and seats in each room shall be so placed 
that the light shall fall over the left shoulders of the pupils. For 
left-handed pupils, desks and seats may be placed so as to permit 
the light to fall over the right shoulder.” 

Second, “Cloakrooms, well-lighted, warmed and ventilated, or 
sanitary lockers, shall be provided for each study school-room.” 

Third, “Ventilating heating stoves, furnaces and heaters of all 
kinds, shall be capable of maintaining a temperature of 70 de- 
grees F. in zero weather and of maintaining a relative humidity 
of at least 40 per cent.; and said heaters of all kinds shall take 
air from outside the building, and, after heating, introduce it into 
the schoolroom at a point not less than five, nor more than seven 
feet from the floor, at a minimum rate of 30 cu. ft. per minute 
per pupil, regardless of outside atmospheric conditions ; Provided, 
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that when direct-indirect steam heating is adopted, this provision 
as to height of entrance of hot air shall not apply. Halls, office 
rooms, laboratories and manual training rooms may have direct 
steam radiators, but direct steam heating is forbidden for study 
school-rooms, and direct-indirect steam heating is permitted. All 
school-rooms. shall be provided with ventilating ducts of ample 
size to withdraw the air at least four times every hour, and said 
ducts and their openings shall be on the same side of the room 
with the hot air ducts.” 

Fourth, “Whenever, for any cause, the temperature of a 
school-room falls to 60 degrees F. or below, without the im- 
mediate prospect of the proper temperature, namely, not less than 
70 degrees F. being attained, the teacher shall dismiss the school 
until the fault is corrected; and it shall also be the duty of all 
teachers to immediately send home any pupil who is perceptibly 
ill in any way, or who is unclean and emits offensive odors, or 
who is infested with lice or other vermin, and the truant officer 
shall arrest and prosecute parents or guardians who do not rid 
their children of vermin and bodily uncleanliness, when notified 
to so do.” 

Fifth, “All school-houses shall be especially cleaned and dis- 
infected each year, before they are used for school purposes. 
The cleaning shall consist in, first, sweeping, then scrubbing 
the floors, washing the windows and all woodwork, including 
the wooden parts of seats and desks, and the disinfecting shall 
be done in accordance with the rules of the State Board of 
Health.” 

The committee is informed on good authority that this year 
Nebraska had a very satisfactory bill prepared for presentation, 
but it did not pass. Some of the spirit of the law is to be found 
in the following requirements, which are now a part of their 
State laws. In cities of the metropolitan class (100,000 or more 
population), and in cities of the first class (40,000 to 100,000), 
mention is made that “proper ventilation shall be provided.” The 
words “proper ventilation” are not defined in any way, neither 
is there any statement defining the persons involved nor the 
penalty to be inflicted for non-fulfilment of requirement. The 
laws are satisfactory concerning safety from fires, over-crowd- 
ing, etc., but touch lightly upon pure air. 

The health program recently proposed by the Nebraska Asso- 
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ciation of School Principals and Superintendents has a good ring 
to it. They request: 

First, compulsory ventilating heating plants. 

Second, compulsory cleaning and disinfecting of school-houses 
at least twice each year. 

Third, compulsory submission of all school-house plans to the 
State Architect for approval. 

Fourth, compulsory medical inspection of school children. 

Fifth, compulsory medical inspection of all school teachers. 

Let us hope that the good work in Nebraska will keep up. 

In Wisconsin a Factory Ventilation Bill was introduced this 
spring which reads in part as follows: “In factories, mills, work- 
shops, mercantile or mechanical establishments, the windows shall 
be so arranged that they will permit of the circulation of fresh 
air from the outside of the building at all times, and shall be so 
constructed as to prevent direct drafts from striking the em- 
ployees working therein. Where the circulation of fresh air 
cannot satisfactorily be secured through an arrangement of the 
windows, any system of ventilation that will keep the air therein 
free from substances and qualities injurious to the health or 
comfort of the employees, either by fans, suction devices and the 
like, which shall be approved by the Bureau of Labor and Indus- 
trial Statistics, may be installed. Every factory inspector and 
every assistant factory inspector, charged with the inspection of 
factories, mills, workshops, mercantile or mechanical establish- 
ments, shall investigate the system of ventilation in every plant 
inspected, and wherever same is not found to comply with the 
provisions of this act, notice thereof shall be given to the owner 
or owners thereof, or to the officer or officers, if said factories, 
mills, workshops, mercantile or mechanical establishments be cor- 
porations.” 

Kansas recently passed a compulsory ventilation law for 
theatres, picture shows, churches and other public buildings. 

“Section 4. It shall be unlawful for the owner, proprietors 
or lessee to operate any theatre, picture show or place of amuse- 
ment in any structure, room or place in the State of Kansas, 
which structure, room or place is capable of containing fifty or 
more persons, unless the system of ventilation is capable of sup- 
plying at least 30 cu. ft. of fresh air per minute per person 
therein.” 
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“Section 5. All structures, rooms or places used for the pur- 
pose mentioned in section 4 of this act, having less than 500 cu. 
ft. of air space for each person, and all rooms having less than 
2,000 cu. ft. of air space for each persori in which the outside 
window and door area used for ventilation is less than one-eighth 
of the floor area, shall be provided with a draught fan or other 
artificial means of ventilation, installed so as to force the stag- 
nant air outward from said structure, room or place. In the end 
of the room opposite said fan an inlet ventilator shall be pro- 
vided of sufficient size to admit the required amount of fresh 
air as provided in section 4 of this act. All booths used for 
moving picture machines shall be made of galvanized sheet iron 
of not less than 20 B.W. gage, or % inch hard asbestos board, 
securely riveted or bolted to angle iron frame (of not less than 
Ix 1x \& in. angle iron, properly braced), or equivalent fire re- 
sisting material. A not less than 6 inch diameter ventilating 
pipe shall be used as an exhaust for the hot air generated in 
operating the machine. All electric wiring shall be in accordance 
with the National Electrical Code. Inspection is to be made at 
least once every six months, and failure to comply with. the law 
makes the proprietor, lessee or manager subject to a fine of 
$10.00 per day for such failure.” 

On March 6th North Dakota adopted a Compulsory Ventila- 
tion law applying principally to schools and assembly rooms. The 
following are extracts: 

“Section 1. No building which is designed to be used, in 
whole or in part, as a public-school building, shall be erected until 
a copy of the plans thereof has been submitted to the State 
Superintendent of Public Instruction, who for the purposes of 
carrying out the provisions of this act is hereby designated as 
inspector of said public-school building plans and specifications, 
by the person causing its erection by the architect thereof; such 
plans shall include the method of ventilation provided therefor, 
and a copy ‘of the specification’ therefor.” 

“Section 2. Such plans and specifications shall show in detail 
the ventilation, heating and lighting of such building. The State 
Superintendent of Public Instruction shall not approve any plans 
for the erection of any school building or addition thereto unless 
the same shall provide at least 12 sq. ft. of floor space and 200 
cu. ft. of air space for each pupil to be accommodated in each 
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study or recitation room therein. . . . All ceilings shall be at 
least 12 ft. in height. . . . No such plans shall be approved 
by him unless provision is made therein for assuring at least 30 
cu. ft. of pure air every minute per pupil and warmed to main- 
tain an average temperature of 70 degrees F. during the cold- 
est weather, and the facilities for exhausting the foul or vitiated 
air therein shall be positive and independent of atmospheric 
changes. No tax voted by a district meeting or other competent 
authority in any such city, village, or school district, exceeding 
the sum of $2,000, shall be levied by the trustees until the State 
Superintendent of Public Instruction shall certify that the plans 
and specifications for the same comply with the provisions of 
this act. All school houses for which plans and detailed specifi- 
cations shall be filed and approved, as required by this act, shall 
have halls, doors, stairways, seats, passageways and aisles, and 
all lighting and heating appliances and apparatus arranged to 
facilitate egress in case of fire or accident and to afford the 
requisite and proper accommodations for public protection in 
such cases.” 

“Section 3. No toilet room shall be constructed in any public 
school building unless same has outside ventilation and windows 
permitting free access of air and light. The provisions of this 
act shall be enforced by the State Superintendent of Public In- 
struction or some person designated by him for that purpose.” 

“Section 5. No wooden flue or air duct for heating or venti- 
lating purposes shall be placed in any building which is subject 
to the provisions of this act, and no pipe for conveying hot air 
or steam in such building shall be placed or remain within one 
inch of any woodwork, unless protected by suitable guards or 
casing of incombustible material.” 

Respectfully submitted, 
James D. HorrMay, General Chairman. 


DISCUSSION. 


Prof. Hoffman: I wish to say that the committee has in mind 
for the next half of this year, with the assistance of the mem- 
bers of the Society, to work out if possible an ideal law, with 
blanks and brackets suitably arranged, such that we can refer to 
it as a standard law for compulsory ventilation and heating. Just 
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how nearly this will succeed by the next meeting of course is a 
question, but that is the aim, at least. 

Mr. Weinshank: Referring to the report of Professor Hoff- 
man, I wish to make the following addition to the report from 
Indiana: 

The law submitted to the Indiana Legislature by Dr. Hurty 
was complete from an engineering and a sanitary standpoint. Be- 
fore this bill was introduced in the Legislature I had tried to get 
the Society to outline an ideal law such as would apply through- 
out the United States. This I could not get in time. Dr. Hurty 
submitted to the Legislature the best bill he could draw up, and, 
in fact, it was approved by all who read the bill before same was 
passed. 

While the Legislature was in session I was away and could not 
give the matter much attention. Dr. Hurty was also busy with 
other matters, and could not spend as much of his time as was 
necessary before the committees. Some manufacturers for some 
reason or other went before the committee of the Legislature and 
objected to some portions of the bill, and urged some changes. 

The most important change was the omission of one word, 
“only.” In the proposed law it was stated that “no school-house 
shall be heated with direct radiation only.” The omission of the 
word “only” has caused considerable trouble in a number of 
cases where blast heating could not be installed. 

The law requires 30 cu. ft. of air per pupil; this must be sup- 
plied to the room, and since with the direct-indirect system alone 
this amount of air could not be obtained, there are some ques- 
tion raised whether or not the law will stand. However, we in 
Indiana are satisfied with what we have secured so far and hope 
at the next session of the Legislature to get the rest of what we 
intended. 

Referring to the Nebraska law mentioned by Professor Hoff- 
man, I will state that there is in existence in Indiana, an “Inspec- 
tion Law” passed two years ago. Under this law all the chil- 
dren in the school houses in Indiana are inspected every sixty 
days, or as often as the inspectors or doctors can get to them. 
In fact the law as passed in Nebraska has been enforced in 
Indiana for over two years. 

I strongly endorse Professor Hoffman’s recommendation, 
namely, that this Society appoint a committee whose duty shall 
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be to draw up a practical and an ideal law for compulsory ven- 
tilation. This could be used by all States, or by engineers in 
different States, as a model to enact so much as possible in 
various States. 

Most of the Legislatures consist of lawyers, farmers, and busi- 
ness men, who are not in a position to distinguish between a good 
and a bad law for compulsory ventilation, but if the legislators 
should know that the bill put before them is drawn up by com- 
petent heating engineers, it would have more weight, more in- 
fluence and possibly would pass more readily than if it came 
from some local politician. 

Mr. Tait: Did I understand Mr. Weinshank to say that in 
Indiana they actually favored radiation and cut out direct-indi- 
rect altogether ? 

Mr. Weinshank: No; I stated that the law reads that no school 
house shall be heated by direct radiation. We had it that no 
school shall be heated by direct radiation only. The word “only” 
is left out. 

A Member: As I understand it then, you can use direct and 
direct-indirect or direct and fan? 

Mr. Weinshank: You cannot use direct and fan. 

Mr. Bronaugh: In regard to the Indiana State Law providing 
for the exact location of vertical ducts for the introduction of air 
into the room, it does not seem that the introduction of air into 
the room necessarily constitutes ventilation, or that it is just right 
to prescribe a minimum of five or a maximum of seven feet from 
the floor line to determine the zone for the introduction of air. 

Mr. Weinshank: It was originally seven and I think they 
make it five and seven. 

Mr. Bronaugh: It would seem, from the results that we have 
obtained from some experiments here in Chicago, that we are 
on the wrong track when we prescribe where we are to intro- 
duce the air. A prescribed amount of air introduced into a room 
will not necessarily mean that the room is ventilated. I think 
that Mr. Weinshank’s suggestion in regard to getting up an ideal 
ventilation law would be right, but we want to work on deter- 
mining the point for the introduction of the air. 

Mr. Davis: There is a law in the State of Ohio regarding 
school heating, one of the provisions of which is that direct- 
indirect radiation shall not be used in a school building. 
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Mr. Armagnac: The Ohio Legislature has recently passed a bill 
covering the sanitation, plumbing and ventilation of theatres in 
Ohio, and I had a letter from the Attorney General of Ohio the 
other day saying it was passed and would be distributed within 
two weeks. It provides for 1,200 feet of fresh air per occupant 
of every theatre. 

President Bolton: Nothing could more clearly illustrate the 
value of the work of the Society in this direction than what has 
been brought out at this meeting. Clearly we are on the threshold 
of the greatest development in the art of ventilation that this 
country has ever seen, and much of it has to come about through 
legislation. This is evidently the course now being developed 
all over the United States. Whether there can ever be a law 
covering the whole country, with its varied conditions, is a prob- 
lem which our special committee is to try to solve; but I think the 
chairmen of the several sub-committees ought to be con- 
gratulated on having gotten so earnestly to work, and on hav- 
ing gathered information that is evidently leading to a point 
where they may be able to produce a standard form for such 
legislation. 

Mr. Lewis: I would like to obtain some information from Mr. 
Weinshank and Professor Hoffman, if possible, regarding the 
strenuosity with which the letter of that Indiana law is carried 
out. For instance, I happened to be called in on a school house 
a few days ago in which they had an adequate steam heating 
plant, but required a ventilating plant. The natural and proper 
thing to do with that building for ventilation is to put in a fan 
and tempering coil, and let the present direct steam heating sys- 
tem remain. Will I be in trouble with the new law if I pursue 
this course? 

Mr. Weinshank: I failed to state that the Indiana law is the 
only one in existence in which there is a punishment clause : 

“Trustees, directors and school boards that permit the installa- 
tion of a heating system not in compliance with the law are sub- 
ject to fine, imprisonment, or both. 

“Contractors installing a contract not in accordance with the 
law cannot collect their bill.” 

President Bolton: Is the engineer also included in that, Mr. 
Weinshank ? 

Mr. Weinshank: He is if he does free engineering ; however, 
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in order to enforce this law the officials are somewhat lenient at 
the start in order not to make the law obnoxious. 

Mr. William Mackay: In the east our laws generally do not 
apply to old buildings at all. Hence there can be reconstruction 
and changes in local heating plants in school houses erected pre- 
vious to the enactment of the law. The law is not retroactive. 

Mr. Johnson: The law of Indiana as it is worded is very un- 
satisfactory. It starts out by saying that we must furnish thirty 
cubic feet of air per minute per pupil; and further along it states 
that the air must be exhausted four times per hour, which is one- 
half the amount required. 

Mr. Davis: I move that the report be received and placed on 
file. 

The motion was seconded, put to a vote and carried. 

Prof. Hoffman: May I ask the members of the Society to fur- 
nish the committee with all information that comes to hand in 
regard to the new laws that are proposed, laws pending or laws 
passed, so that the committee may keep well informed? I find 
it is very difficult for us to keep in touch with everything that is 
new in this line. 

President Bolton: That request I am sure the Secretary will 
transmit at the first opportunity to all our members. 

The Committee on Standards reports progress. 

-. The Committee on Tests reports progress. 

We pass to the Committee on Heating Guarantees. We call 
on Mr. Mackay for a brief statement of progress. 

Mr. Mackay: Our committee was appointed by resolution to 
report at the annual meeting, and we have no regularly prepared 
report at this time. So far all of the work has been done by cor- 
respondence. The letters are direct and to the point, and I would 
like to read several replies for the benefit of the members. I will 
read them without the names. 

(Reads letters. ) 

I think that the members of the committee are rather unani- 
mous in the thought that the engineer should be given a free 
hand in design, and that he should be held responsible for any 
errors or defects in his work. That is my own personal view 
as well as that of the other members of the committee. 

President Bolton: The report being one of progress only, we 
need no resolution upon it. 
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The Committee on Schoolroom Ventilation. I believe we 
have a letter, Mr. Secretary. 

Secretary Macon: Yes, sir; from Mr. Frank Irving Cooper. 
The letter is to the effect that he has been hampered in this work 
by the illness of Dr. Gulick. Those of you who were present at 
the annual meeting will recall that in response to the request of 
Dr. Gulick, succeeding his speech before the Society, the Com- 
mittee on the Ventilation of Schoolrooms was appointed to work 
with a committee of the American School Hygiene Association. 
The illness of Dr. Gulick was somewhat unfortunate, as he was 
outlining a very definite line of investigation into schoolroom 
conditions. 

President Bolton: That is practically a report of progress. We 
pass on to the report of the Committee on Air Leakage and 
Ventilation of the Closed Room, which also reports progress. 
That again is a committee which, as you will notice by the list. 
it has been thought well to subdivide; and we may hope for very 
good work from them, owing to a combined study of the cir- 
cumstances in different parts of the country covered by the com- 
mittee’s membership. 

Secretary Macon: The Committee on Revision of Constitution 
is not to report until the annual meeting. 

President Bolton: This closes our committee work, and enables 
us to proceed to the interesting paper on “Free Engineering,” 
which is not printed, but will be presented by Professor Hoffman, 
for the authors, Messrs. Perry West and George W. Knight. 

The paper was read by Professor Hoffman and discussed by 
President Bolton and Messrs. Bronaugh, Davis, Mackay and 
Hoffman. 

President Bolton: The next subject is topical discussion No. 1: 
“Operation and Care of Heating and Ventilating Apparatus.” 
I will call upon Mr. Mackay to discuss that subject. 

The Subject was discussed by Messrs. Mackay, Allen, Patter- 
son, Weinshank, Tait and President Bolton. 

President Bolton: The next topical discussion is No. 2: “Re- 
luctance to Divulge Alleged Secrets in Relation to Engineering 
Progress.” 

The question was discussed by Messrs. Macon, Mackay, Mo- 
nett, Hale and Weinshank. 

On motion the meeting adjourned till 2.00 P. M. 











XUM 


SEMI-ANNUAL MEETING, 199 


First DAy—AFTERNOON SESSION. 
(Thursday, July 6, 1911.) 


The meeting was called to order at 2.30 P. M. by President 
Bolton. 

President Bolton: During the reading and discussion of the 
next paper the chair will be taken by Professor Allen in order 
to give the President a chance to get on the floor and take part 
in the discussion of his own paper. 

The reading of the paper on “Some Phases of Smoke Pre- 
vention,” by Mr. Paul P. Bird, is the first on our calendar. 

(Professor Allen takes the chair.) 

The paper was read by Mr. Bird. 

Chairman Allen: Mr. Bird’s paper is closely allied to the 
President’s address this morning and the two may be discussed 
together. 

The paper and the address were discussed by President Bol- 
ton and Messrs. Busey, Hoffman and Bird. 

Chairman Allen: If there is no further discussion of Mr. 
Bird’s or President Bolton’s paper we will proceed with Mr. 
Busey’s paper on the “New Basis for Rating House Heating 
Boilers and Furnaces.” 

(President Bolton resumes the chair. ) 

Mr. Busey read the paper, which was discussed by Messrs. 
Weinshank, Hoffman, Allen, Mackay, Sterrett and President 
Bolton. . 

President Bolton: Without closing this discussion we might 
take up the next question, which follows it immediately and 
seems to be directly connected with it: “Relative Efficiency of 
Vertical and Horizontal Surfaces in Heaters for Heat Trans- 
mission.” That might perhaps be extended to include fire on 
indirect surfaces. Is there any further discussion? . 

We have another paper which bears very much on the same 
subject, “Tests of Warm Air Furnace Piping,” by Mr. A. W. 
Glessner, a non-member. 

The paper was read by Mr. Glessner and briefly discussed by 
Messrs. Hoffman and Allen. 

President Bolton: Is there any further discussion? If not, we 
will take up the topical discussion, which is also associated with 
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this general subject: “Justifiable Public Service of the Heating 
Engineer in Minimizing Smoke Production.” 

There was no discussion on this topic, 

Mr. Capron: I wish to make a motion that a vote of thanks be 
extended by this association to Messrs. Bird, Busey and Glessner 
for their very interesting papers. 

The motion was seconded and carried. 

President Bolton: We have now the last topical discussion 
here, which seems one of considerable interest : “Co-operation of 
Tuberculosis Fighter and the Ventilating Engineer.” 

There was no discussion on this topic. 

On motion the meeting adjourned until ten o’clock on Friday 
morning. 


Seconp Day—MornIncG SESSION. 
(Friday Morning, July 7, 1911.) 


The meeting was called to order at 10.15 A. M. 

President Bolton: The first subject is a paper by Mr. S. R. 
Lewis, “Heating and Ventilating High School Buildings in 
Decatur, Illinois.” 

The paper was read by Mr. Lewis and discussed by President 
Bolton and Messrs. Hoffman, Burdick, Collamore, Cones, Gif- 
ford and Hayward. 

President Bolton: If there is no further discussion of this sub- 
ject we will proceed to our next paper. Prior to that the Chair 
would like to make an announcement on behalf of our good 
friend Mr. Weinshank, who had to leave town early this morn- 
ing and was unable to get a hearing yesterday. In February last 
he attended a meeting of the Institution of Heating and Venti- 
lating Engineers in London, and was very courteously received 
and entertained by that body at their annual meeting, which took 
place on the 14th of February. The Institution commissioned 
Mr. Weinshank to convey to us their greetings and expressions 
of good will and a desire for co-operation with our Society. The 
expression, he tells me, was made by several of the members, 
that an interchange of the publications of both Societies might 
be effected without too great cost, which would be of mutual bene- 
fit. Under those circumstances Mr. Weinshank desired the Chair 
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to make this announcement and suggest that a short message of 
greeting should be sent from this body to the Institution of Heat- 
ing and Ventilating Engineers, assembled this week in Chester, 
England, at their semi-annual gathering; and I should be glad 
to entertain a motion to that effect. 

Mr. Mackay: Mr. President, I would move that a cable mes- 
sage be sent to extend our greetings to the English society, and 
to thank them for their cordial recognition, through Mr. Wein- 
shank. 

The motion was seconded and carried. 

President Bolton: The next paper is by Mr. D. M. Quay on 
the “Ventilation of the Macy Store, New York.” In the ab- 
sence of Mr. Quay the Secretary will present the subject. 

The paper was read in abstract by Secretary Macon and dis- 
cussed by President Bolton and Messrs. Davis, Soule and Allen. 

President Bolton: We will now pass to the reading of a paper, 
that comes very close to this subject, on “Street Car Ventila- 
tion,” by Mr. W. Thorn. 

The paper was read by Mr. Mackay and discussed by President 
Bolton, Natkin, Kirk, Lewis and Soule. 

Mr. Mackay: Before passing away from this paper of Mr. 
Thorn’s I would like to move that the thanks of the Society be 
tendered Mr. Thorn, who is a non-member, for the contribution 
of this paper. 

The motion was seconded and carried. 

President Bolton: Topical discussion No. 3 is one of consider- 
able interest : “The Amount of Solid Material, Dust and Dirt Ex- 
tracted by Air Washing Apparatus in Various Cities, say per 
Million Cubic Feet of Air Treated.” 

The topic was discussed by Messrs. Thomas and Natkin. 

President Bolton: The next topical discussion is “Superheated 
Steam in Long Steam Heating Mains.” 

I was not aware that this question would come up or I would 
have described the results of some tests made by Kellogg & 
Company on the loss of superheat in very long runs of piping in 
the Wilkesbarre district. At a future date I may get the in- 
vestigator to bring them before the Society. 

* ‘There being no discussion on this subject the next topic is one 
which was referred to this meeting from the convention, No. 4, 
“So-called Superiority of Exhaust Steam Heating Over Live 
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Steam Heating.” I observe the use of the word “so-called,” so 
I presume our Secretary has no hesitation in putting it down in 
that form. I will ask Professor Hoffman to say a few words 
on the subject. 

The question was discussed by Messrs. Hoffman, Mackay, 
Gifford, Allen, Hale, Davis, Capron, Small. 

President Bolton: If there is no further discussion, we may 
take up topic, “Late Data on the Air Cooling Capabilities of 
the Air Washer”; and also “The Future of the Fractional 
Radiator Valve.” 

If no one wishes to discuss these we may bring up these last 
questions, Nos. 5 and 6, or else leave them to the next annual 
meeting. Question No. 5 is “Desirability of a Positive Supply 
of Air in Testing Furnaces.” 

The topic was discussed by Messrs. Mackay, Busey and 
Colbert. 

President Bolton: We pass to No. 6, “The Importance of 
Vacuum Cleaning to the Ventilating Engineer.” 

It is interesting to see how our profession is reaching out in 
such directions as this subject indicates. I recently received a 
report upon an examination of a vacuum cleaning device, which 
brings that form of appliance directly within the purview of 
heating engineers. It is a recent device by which a vacuum is 
produced by a steam jet, the pressure being raised by a gas fire, 
which is also used to dry or burn the dust caught by the ap- 
paratus. Such a combination indicates that vacuum cleaning 
has come within the scope of the work of heating and ventilat- 
ing engineers. 

The topic was discussed by Messrs. Allen, Mackay and 
Colbert. P 

There was no discussion of the next topic. 

President Bolton: We will consider the next topical discussion: 
“The Value of Temperature Regulators for Relatively Small 
Residence Heating.” 

No discussion followed. 

Mr. Mackay: Before we adjourn I would like to move a 
hearty vote of thanks from this association to the Illinois Chap- 
ter for the entertainment which, they have provided and are pro- 
viding for our comfort while in Chicago. 
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President Bolton: The second will come from every member 
present. 

It is duly moved and seconded that a vote of thanks be ex- 
tended to the Illinois Chapter and their President for their 
courtesy and attention to our Society at this convention. All 
those in favor of the same will please say aye; contrary no. It 
is unanimously carried. 

Secretary Macon: I want to announce before the meeting 
closes that less than a month ago we elected by ballot twenty-six 
members, whose names follow: 
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On motion the meeting adjourned. 
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THE OUTLOOK OF THE SOCIETY. 


The President’s Address. 


REGINALD PELHAM BOLTON. 


There are those who are content to steer their course along 
the stream of their occupation regarding only their main objec- 
tive, but it would seem that something may always be gained 
by a widened outlook, and the man who, between the strokes of 
the oar, can find opportunity to gaze a little beyond the bounds 
of his path, may find incentives to effort and may gain new in- 
spiration from the work of others. 

The members of the American Society of Heating and Venti- 
lating Engineers may apply with advantage such considerations 
to our activities, and, by some observation of subjects which are 
only apparently extraneous, may find that our Society’s work 
covers a wider field than that to which it has been assumably 
restricted. 

The art of heating is fundamental to human life; next to the 
possession of a supply of the primary elements of air and water, 
the means of securing heat is an absolute necessity for the main- 
tenance of existence. This branch of science has been extended, 
and properly so, to include the kindred subject of ventilation, 
which is intimately associated with the health of a large part of 
our population. But there are further extensions of these two 
great matters which may appear to be appropriately connected 
with them, and could be included in the scope of our Society’s 
interests. 

The processes of heating and ventilating are both associated 
directly with the physical condition of the atmosphere, and 
therefore a study of any phase of science by which that great 
primal element is affected, would appear to be worthy of the 
consideration of heating and ventilating engineers. 
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We are directly interested in questions of combustion, of 
smoke and its abatement, of fuel and its economies, and have 
a keen interest in the kindred field of refrigeration, which is 
now applied directly to purposes of ventilation and even to 
processes of combustion. We are, or should be, the class of 
engineers most interested in the economics of fuel consumption 
and power production and transmission, in which the question 
of heat transference is the vital element. 

Methods of drying various materials and desiccation of food 
products, with problems involved in moisture and dampness 
affecting buildings, are subjects with which the heating and 
ventilating engineer is qualified to deal by the nature of his 
study and training. Our line of work brings us into the realm 
of acoustics, and should particularly qualify us to deal with the 
subject of noises and of vibration. 

But in addition, the variations of wind, of weather, of rain- 
fall and such geographic features as affect the atmospheric en- 
velope with which we have to deal, are subjects that come within 
our purview. 

Following this line of thought, I shall venture to lay before 
you some results of an excursion into one of these fields of 
study, and invite your attention to the subject of probable effects 
upon the climatic surroundings of a great city, by the vast 
quantity of heat emanating from its industries and from the 
heating of its buildings. 

The lowest range of temperatures which are to be expected 
in any locality are naturally those which must form the basis 
for the computations and estimates of the heating engineer, in 
making provision for the proportions of heating systems and pip- 
ing, of heating apparatus, boilers and their smoke-stacks, all of 
which are, naturally, planned to meet the requirements with 
some degree of liberality in proportion. 

The effect of such considerations is to provide appliances, the 
capacity of which is at least equal to, if not in éxcess of, the 
maximum requirements. It naturally becomes a question 
whether the appliances so installed can be utilized at other times 
with a reasonable degree of efficiency, or whether the provision 
of such proportions will not bring about a loss of economy 
during the prevalence of all higher temperatures than the basic 
condition adopted. 
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It is important, therefore, for the heating engineer to study 
the past records of temperatures in order to determine the maxi- 
mum conditions of any locality. In New York City, fortu- 
nately for such enquirers, our local authorities maintain, under 
the direction of the venerable Dr. Daniel Draper, hourly records 
of every element of atmospheric vicissitude, extending over a 
long period of time, and recorded under conditions of precise 
regularity. 

It was found on examination of these records that the occur- 
rence of a temperature as low as, or lower than zero, has been 
of less frequency for many years, and since 1904 has. not been 
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experienced at all. Further, that such occurrences are so infre- 
quent and of so short a duration, that the provision for heating, 
under such conditions, might be provided by some excess or 
over capacity of apparatus, by which means much idle invest- 
ment might be saved. 

This leads to the question whether the practical elimination of 
“zero conditions” has been effected or brought about by any 
artificial means. Attention is naturally further directed by the 
prevailing shortage of water in the Metropolitan area, to the rec- 
ords of humidity and precipitation, and it appears that in this ele- 
ment of our atmospheric surroundings some change has also 
taken place. On the other hand, the growth of fuel consumption 
and the resultant heat emitted over the area of the Metropolis, 
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has been such that the question arises whether or not its volume 
has reached an extent capable of affecting atmospheric conditions. 

Exact statistics of the consumption of fuel within the boun- 
daries of the city have not been recorded for any great length 
of time, but sufficient indication may be gathered from those 
recorded during recent years to indicate that the increase in 
consumption has kept pace with the vast growth of the popu- 
lation. 

CONSUMPTION OF FUEL IN THE CITY OF NEW YORK 


The following details of the usage of coal in Greater New 
York are derived in part from the Coal Trade Journal, and in 
part from the public records: 

The generation of power for transit purposes consumed 


oo SS eta cade ame aera 1,343,573 tons 
The electrical lighting companies consumed in 1909.... 884,757 “ 


The production of gas involves the distillation of 918,000 tons 
of coal per annum, from which 450,000 tons of coke are de- 
rived, of which 188,000 tons are consumed by the gas compa- 
nies, and 271,000 tons distributed and added to the domestic 
fuel consumed in the Greater City. 

In addition to the fuel, 137 million gal. of oil are used 


for gas enrichment, or a total weight of.......... 512,000 tons, 
equivalent in heat value to coal of a weight of........ 768,000 “ 


From these products there was made in 1909, an output of 
thirty-six and one-half million thousands of cubic feet of gas, 
which was distributed and burned within the area of the Greater 
City. 

The production and consumption of gas, therefore, is equiva- 
lent to the heat value of a total of 1,686,000 tons. 

There are 50 breweries, consuming about 500,000 tons annu- 
ally, and the fleets of harbor tugs and vessels are estimated to 
consume about 450,000 tons of bituminous coal. 

There are 745 private power plants in industrial, hotel and 
business buildings consuming about 2,200,000 tons. 

The domestic usage of fuel, in houses, stores and apartments, 
is by far the largest and best defined element, amounting to 
6,380,000 tons. 

Sundry other elements bring the present annual consumption 
to a total of approximately 16,932,000 net tons per annum. 
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A proportionate addition for the consumption in Jersey City. 
and its vicinity, in which a population of some 340,000 persons 
is resident, would add 1,250,000 tons. 

With the addition of the oil used in gas manufacture, the 
total equivalent in coal becomes 18,950,000 tons. 

The consumption of fuel has grown 23 per cent. in five years, 
and its course is shown in Diagram 3, on which is also shown 
the growth of population of the Greater City, showing a nearly 
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parallel rate of increase, doubtless due to the large proportion 
of fuel which is directly utilized for domestic purposes. 


THE HEAT EMITTED BY THE CITY 


With these figures in hand, we can arrive at some estimation 
of the vast quantity of heat communicated to the incumbent 
atmosphere, particularly during the heating season. 

From all the sources above described, there is cast up into 
the atmosphere a volume of heated gases, at an average tempera- 
ture of fully 350 deg. F., probably eighteen times in weight that 
of the fuel consumed. 

To the volcano of heated gases is added all the exhausted 
steam, and the products of combustion of gas, all mingling di- 
rectly with the atmosphere, and in addition the radiant heat and 
heat conveyed by convection from all buildings, all frictional 
sources, and dissipation of energy. 
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The heat of condensed steam in power houses and that of all 
sewage is communicated to the waters within the area of the 
city, and is thus indirectly added to the heat-radiating effect. 

A not inconsiderable item is that of the animal heat of the 
population of 5,000,000 persons, which, upon the basis of an 
average emission of 200 heat units per hour per individual, would 
amount to 24,000,000,000 per diem, equivalent to the heat value 
of 438,000 tons of coal per annum. 


THE EFFECTS ABOVE THE CITY 


The portion of the city in which the fuel consumption takes 


place is practically that included within an area of 130 square 
miles, comprised within an oval space shown on the accompany- 
ing map. 

Within this area, during the winter heating season, about 80 
per cent. of all the fuel, and about 60 per cent. of the oil is con- 
sumed. The average consumption of 85,830 tons per diem, 
upon the basis of an average temperature of 40 deg., leads to the 
extreme condition, when a zero temperature is approached, of 
a consumption of 214,560 tons per diem. 

We may first consider the effects of the emission from the 
smoke flues and stacks of the gases derived from their combus- 
tion of this amount of fuel. 

Assuming the emitted gases to be 18 times the weight of fuel 
burned, their daily volume would be 175,680,000,000 cubic feet, 
and if their average temperature be taken as 350 deg. F., the 
heat contained would be 614,500,000,000 heat units. Such a 
heated volume would add three and a half degrees to the tempera- 
ture of the atmosphere, one-half mile in height, over the area of 
130 square miles. oA 

If to the volume of these gases of combustion, we add the 
radiant heat and that imparted by convection from all sources 
to which reference has been ‘made, we find a total exceeding 
4,000,000,000,000 heat units per 24 hrs., which may be capable of 
increasing by a similar amount the temperature of a volume of air 
seven times greater than the foregoing, or would raise the tem- 
perature 4.94 deg. F. over the entire area of the Greater City, 
326 square miles, to a height of a mile. 

It would seem, therefore, that the first premise as to the effect 
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of the heat emitted by the city in modifying the lowest tempera- 
tures of the heating season, is substantiated. 


EFFECTS UPON PRECIPITATION 


That this great emission of heat is also capable of producing 
some effect upon rainfall appears from the conditions disclosed 
by the records of precipitation. 

The mean annual rainfall of the City of New York is 44.6 
in., an average which, up to the year 1903, was fairly main- 
tained, the average for 25 yr. prior to that date being nearly 45 
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in. Since 1903, however, the mean precipitation has fallen to 
40.17, and the highest annual rainfall in that period, 1907, was 
only 45.48. 

At the same time the number of cloudless days has consider- 
ably increased. Between the, years 1889 and 1903, the highest 
number of such occurrences was 96, but since 1903 the highest 
has risen to 114, and the average for seven years has been Io1. 

These are indications of a growing condition of dryness 
which appear to accompany a decrease in annual precipitation, 
which in 1910 fell to the unusually low rate of 33.72 in. Ex- 
amination of the precipitation during the heating season shows 
that there has been a progressive decrease during the past 20 yr., 
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and since the winter rains are those which are least subject to - 
evaporation, their reduction is likely to be productive of the con- 
dition of dryness from which New York is at present suffering. 

Assuming that the large volume of heat already described 
should be added to the incumbent atmosphere over the area of 
the city, or 326 square miles for each degree added, the increased 
temperature of the air would add about 3% per cent. to the 
moisture-absorbing capacity of the atmosphere. It is evident 
that this great volume of heated air would, in the absence of 
wind, rise as do the gases emitted from the mouth of a volcano, 
and reaching a certain height, would spread and fall as they 
were gradually cooled by the cold blanket of super-incumbent 
air or moisture-laden clouds. The effect would thus radiate 
over a very considerable area, and would be productive of 
just such a variation of the conditions of humidity in the city 
and its surrounding district as appears from the records to have 
been gradually developing. 

So far as the rise of temperature is concerned, no other than 
beneficial results can be attributed to the dissipation of this vast 
amount of heat, but if the effect extends, as it must extend, into 
the absorption of moisture by the air which would otherwise 
have been deposited upon the area below it, then we shall find, 
in a reduction of winter rainfall over this area, a result which 
may have reached an appreciable point at the present time, and 
which, in the course of time, by the growth of the interference 
with nature, may become disastrous. 

That such an effect is now going on, would appear reasonable 
from the premises. The total heat emitted would raise the 
moisture-absorbing capacity of an envelope of air a mile high 
over an area of three hundred and twenty-six square miles 
about 7 I-3 per cent. 

Let us assume that the usual conditions preceding a rain- 
fall are in progress: A gathering amount of humidity in the su- 
perincumbent atmosphere has taken place, and a degree of 
saturation has been reached, of, say, 99 per cent., the tempera- 
ture of the air being 42 deg. F. At the approach of any cooler 
wind or other layer of air, the temperature would fall, and 
upon reaching 40 deg., a condition of complete saturation 
would be reached and rain would commence. But meantime, 
the heat emitted by the city below is being continuously trans- 
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mitted to, or radiated through the atmosphere below, the rain 
clouds, and notwithstanding the fall in temperature of the super- 
incumbent layers, the rising column of-heat has the power of 
increasing the absorbing capacity of the layer below, or of re- 
tarding the fall in temperature of the saturated air, so that the 
dew point is not reached. 

Under these circumstances, rain will not fall, though the at- 
mosphere, for some distance above the ground, may be highly 
saturated, in which form it will remain as a fog. 

The figures cited indicate that the total heat emitted by the 
city in average winter temperature of 40 deg. Fahrenheit would 
add to the temperature 2 deg. over the area of the Greater City, 
326 square miles, to a height of one mile; and would produce 
the effect of increasing the capacity for saturation of the mass 
of 48,000,000,000,000 cu. ft. by a total of 1,440,000,000 Ib. of 
water—equivalent to about 0.03 in. of rain over the entire area 
of the city. 

If these conclusions as to the association of the mechanical 
dissipation of heat with the vicissitudes of temperature and hu- 
midity in the surrounding atmosphere should be well based, then 
we must look forward to an increasing degree of artificial inter- 
ference with the course of nature, as the population and its fuel 
consumption grow on parallel lines. 

It is worth while to observe that the coal consumption of the 
City of New York is by no means excessive compared with the 
per capita rate throughout the country. The destruction of 
fuel in this country has reached colossal figures, exceeding at 
present five hundred and fifty millions of tons, or a per capita 
rate of about 6 tons as against about 4 tons in the Metropolis. 

All such considerations as have been here presented lead to 
the conclusion that this source of human wealth and comfort 
should not be unnecessarily wasted. As it is at the present time, 
the majority of domestic heating is effected at a very low per- 
centage of efficiency. We must look forward to better methods 
for the production of heat, as well as of power, especially in 
great cities, probably by greater concentration in central heat- 
ing plants, in place of the wasteful processes of domestic heating 
and power. 

To devote earnest attention to all means which will be pro- 
ductive of desired effects under the most economic conditions, 
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to reduce useless and unnecessary wastages, to advance the 
great art which involves such immense possibilities of inter- 
ference with the latent forces of nature, is not only the priv- 
ilege, but the duty of every engineer, and particularly of every 
heating and ventilating engineer. 


DISCUSSION. 


For discussion see paper on “Smoke Prevention,” by Paul 
P. Bird. 
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CCXLII. 
SMOKE PREVENTION. 
BY PAUL P. BIRD.* 


You have asked me to address you on a subject that is, in my 
opinion, of far reaching and increasing importance to all com- 
munities where soft coal is used. In approaching this subject, 
I desire to call your attention to the fact that it is the work of 
the engineer, the heating and power engineer, that has brought 
into being the smoke nuisance, and that it is the duty of the 
engineer to give study to this problem and to put into practice 
means for its abatement. Broadly, the engineering profession 
is not an old one. It is only within the last sixty years that 
coal has come into general use for producing heat and power. 
During this period, which has been called “the epoch of manu- 
factured power,” wonderful achievements have been made, and 
the accomplishments of the engineer have worked a revolution in 
the lives of humanity. The heating and ventilating engineer has 
worked side by side with the steam and electrical engineer. In 
this relatively brief period, the use of coal for producing power 
and heat has advanced so rapidly that in 1910 the United States 
alone produced about 480,000,000 tons of coal, while at the be- 
ginning of this period only about 7,000,000 tons of. coal were 
mined each year. About 83 per cent. of last year’s coal produc- 
tion was bituminous. 

This general use of coal as a fuel has brought with it the so- 
called smoke nuisance. In the.eastern part of the United States, 
where hard coal is chiefly used, the products of combustion have 
not been offensive and communities burning this fuel have 
not been bothered by smoke. However, in all parts of America 
where soft coal is used, more or less smoke is made and more 
or less bother is imposed upon the people by reason of the smoke. 
As one leaves New York and travels westward, the further he 


* Non-member; Chicago, IIl. 
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goes, the more trouble he finds that the cities are having with 
smoke, and that it is in the cities, rather than in the small towns, 
that the smoke nuisance gives the most trouble, where it is of 
great importance to reduce it toa minimum. A single plant on 
the prairie or in a small country town may bother no one, but 
when dozens, hundreds or thousands of soft coal burning plants 
are grouped together in a city, then the smoke becomes a great 
civic problem and one that warrants the study and attention of 
the best engineers. In the open country a man may make all the 
smoke he chooses and no one complains, but when he operates a 
plant in a city, where there are thousands of people who must 
breathe the air which he pollutes, then it becomes his civic duty 
to so conduct his business and burn his coal that a minimum of 
smoke may be made with a minimum of bother to his neighbor. 
This is also true of steam railroads. The locomotive pulling a 
train across the open country may make great volumes of smoke 
and not harm any one or cause enough air pollution to damage 
property or life, but when this same locomotive runs through a 
town or city, where the buildings and homes are crowded to- 
gether on either side of the right of way, then it becomes the 
duty of the railroad company to operate its locomotives with a 
minimum of smoke and damage to the city. 

The use of coal for manufacturing power and heat, as already 
described, has been the means of bringing about a new epoch in 
the history of the world. It has been the most remarkable era 
in the annals of civilization. If the wheels of industry would 
necessarily stop when the smoke stopped, and if we would have 
to abandon the present methods of heating our buildings, then 
there would be no question but that the making of smoke must 
necessarily continue. However, if it is possible to burn this coal 
and to produce this power and heat without smoke at all, or 
with the production of less smoke than formerly, then it should 
be done. The individual or the corporation who burns coal 
should see to it, as a civic duty, that this is done, and unques- 
tionably the city governments, where the smoke is the greatest 
nuisance, have a perfect right to insist that every effort be made 
toward fhis end. 

About the middle of the period of sixty years, already re- 
ferred to, the City of Chicago passed its first smoke ordinance. 
During the first twenty of the thirty years since the first anti- 
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smoke laws were made, but little was accomplished, but during 
the last ten years a great deal has been done, and Chicago is 
to-day second to no other city in America in the intelligent fight 
that is being made to prevent smoke from soft coal. Compar- 
ing Chicago, plant by plant, and stack by stack, with all other 
cities in America using soft coal, it is found that Chicago is by 
far the cleanest of all. 

The author was the head of the Department of Smoke Inspec- 
tion of the City of Chicago from September, 1907, to April, 
1911, and a very brief outline of the work of that department 
will be given: 

Shortly after Mayor Fred A. Busse was elected, in the spring 
of 1907, he appointed a committee of eight citizens to advise 
him about Chicago’s smoke problem, and to help him decide on 
the policies and plans to be followed by the Smoke Inspector, 
The Mayor and the Commission gave the subject a great deal 
of study during the early months of 1907. They believed that 
more permanent progress would be made if the Smoke Inspector’s 
office was so organized and administered that a citizen could re- 
ceive more assistance than formerly from the city in his efforts 
to prevent smoke. They believed that the city’s department 
should make a detailed study of the smoke problem, and not only 
should complaint issue to a citizen who allowed his plant to 
smoke, but he should be told what he should do to stop the smoke. 
It was also thought that a citizen who showed a disposition to 
co-operate with the city department should be given sufficient 
time t6 make the necessary alterations in his plant, but if he 
refused to do anything after he had been shown what to do, 
then suits should be started and fines imposed until he yielded 
and stopped the smoke. These general policies of co-operation 
between citizen and city department formed the foundation upon 
which the new department was built. As a result a new smoke 
ordinance was passed by the City Council on July 8th, 1907. 
The new ordinance, embodying the Mayor’s and the Commis- 
sion’s ideas, created the present Department of Smoke Inspec- 
tion and took the work of smoke inspection away from the Boiler 
Department. The ordinance provided that the head of the new 
Department, the Smoke Inspector, should be appointed by the 
Mayor and that all other members of the Department should 
come under the civil service law. 
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When the Department began its work in the fall of 1907 and 
undertook to enforce Section 14 of the smoke ordinance, which ° 
provided that the Smoke Inspector issue permits for all new steam 
plants and for the reconstruction of old plants, it undertook a 
class of work that had never been done before in Chicago or in 
any other city. This is probably the most important work done 
by the department. The average life of a boiler plant is rela- 
tively short, and a tabulation of the permits issued during the last 
three years shows that by the time the department has been in 
operation fifteen years practically every boiler in the city will 
come under this provision of the ordinance and be passed upon by 
the Smoke Inspection Department. In other words, by 1922 the 
details of every steam plant in the city will have been approved 
by the department with special reference to the prevention of 
smoke. This will mean a great deal. A large part of the smoke 
made by stationary boiler plants, without question, could be 
avoided if the plants were properly constructed. 

There are three things which determine to what extent a boiler 
plant will smoke: 

First, the kind of fuel to be used. 

Second, the care to be exerted by the fireman. 

Third, the character of the equipment for burning the fuel. 

The power and heat for Chicago will always come from IIli- 
nois or Indiana soft coal. This is due to the location of the city 
relative to the coal mines and, although the methods of using 
this coal may be changed in the future, there is no question but 
what the local coal will continue to be the chief fuel. Therefore, 
the Smoke Department has no control over the first of these 
three things, which determine the smoke making characteristics 
of a plant. 

The department can influence to some extent the care exerted 
by the firemen. When a plant through carelessness of this sort 
throws out objectionable smoke in violation of the law, the city 
can impose a fine upon the plant owner, and in this way exert an 
indirect influence on the fireman. So much has been said about 
careless firing that the public often loses sight of the fact that 
there are other features to be considered, and wrongly attributes 
all smoke to carelessness. In a great many of the plants in 
Chicago to-day it is probable that more care is required on the 
part of the fireman, in order to prevent smoke, than can reason- 
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ably be expected from men of this class. These plants are often 
located in dark, poorly ventilated basements, hot almost beyond 
human endurance, with only a very limited amount of space pro- 
vided for operating the furnaces, and the general appearance and 
arrangement of the plant such that it can hardly be associated 
with care of any sort. In these plants it is such a task to merely 
keep up the steam pressure that no extra work is likely to be 
done for the sole purpose of preventing smoke. 

The third feature, the equipment, is the only one over which 
the city has any direct control. If smokelessness is to be brought 
about, the general standard of the equipment must be such as 
will make up for the natural conditions of fuel, and allow for at 
least pardonable carelessness. Past experience has proven that 
unless detailed attention is paid to the equipment, plans will be 
installed in which western bituminous coal cannot be burned 
without smoke, even when extreme care is used. Such poor in- 
stallations are not made wilfully by anyone who wants to make 
smoke and violate the city ordinances, but the mistakes are made 
through ignorance and because boilers and furnaces are installed 
without regard to the particular conditions that exist in Chicago. 
A boiler plant that would operate very satisfactorily in the east- 
ern states with anthracite or the better grades of bituminous, will 
smoke very badly in this district when using western coal. 
Further, it is only within recent years that engineers have given 
careful study to the details of boiler plants with the idea of 
smoke prevention. When boilers and furnaces are installed ac- 
cording to well-established standards, which for the most part 
have been developed in the East, the result is most unsatisfactory 
from a smoke prevention standpoint. In Chicago, where every 
conceivable industry is carried on, and where the most diversi- 
fied classes of smoke-making plants have been permitted to grow 
with no thought or provision for avoiding smoke, the suppression 
of smoke is a task requiring time, patience, firmness and a fund 
of knowledge and experience capable of solying the various 
problems submitted. 

When the present department took up the work a great deal of 
Chicago smoke was due to poor equipment, and reconstruction 
work was the first necessity to stop smoke in plants of this 
character. 
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The general policy adopted was to determine by inspection 
whether or not the individual plant was capable of being oper- 
ated smokelessly with average care. In case it was found that 
the plant was properly built and could be run without making 
smoke, provided the engineers and firemen were careful, then, 
if the smoke continued, suits were started and fines imposed in 
order to bring about such operation. However, when a plant 
was found to be improperly designed and built and that it was 
not possible for those in charge of the plant to run it without 
making smoke, then sufficient time was given to the owners to 
undertake proper reconstruction. During the early months of 
the work great difficulty was experienced in persuading the plant 
owners to spend money to fix up their plants. These men felt 
that as their plants had run for a number of years, accomplish- 
ing the purpose for which they were intended, they could not see 
wherein they were defective, and in their opinion the smoke was 
not sufficient for complaint, and their plants were not smoking 
more than many others in the city. These objections have grad- 
ually disappeared. The department, during the last year or so, 
has had relatively little trouble in persuading people to spend 
money for this purpose. Fortunately for the anti-smoke cam- 
paign, existing plants are being reconstructed continually be- 
cause of the natural demands made upon them. Either more 
power is required, or old boilers have to be replaced with new 
ones. These were the first reconstructions that were supervised 
by the Department of Smoke Inspection, and while they came 
about unsolicited, the department had an opportunity of saying 
something about the way in which these reconstructions were 
made, and in nearly every case succeeded in having the original 
plans so changed as to bring about a smoke betterment. The 
deputy smoke inspectors, who are all mechanical engineers, se- 
cured detailed information of individual plants, and this informa- 
tion was carefully filed among the records, so that during the 
first few months there was collected a valuable lot of data and 
information relative to the steam plants of the city. To-day 
but few cases are brought to the attention of the department, 
such that no parallel cases can be found by reference to the files. 
This is a big asset. 

On the whole the department has met with splendid co-opera- 








oS §2 = S555 5 4 4 ee ee oe 

















222 SMOKE PREVENTION. 


tion from the citizens of Chicago in its efforts to carry out this 
part of the work. The plant owners have shown a surprising 
willingness to spend considerable sums of money in reconstruct- 
ing their plants, and in co-operating with the department. The 
progress seemed slow during the first few months, but as soon 
as the plant owners became convinced that in stopping smoke 
they usually saved coal, and that an engineer or fireman who is 
careful about smoke is also more careful in other ways, they 
realized that the procedure was right and proper. 

Section 14 of the smoke ordinance makes it necessary for the 
Smoke Inspector to approve the plans of a building, in which a 
boiler plant is to be located, before work on the building begins. 
This affords the department an opportunity to start supervision 
of the plant before building conditions are established that would 
interfere with design adequate for the prevention of smoke. Any 
attempt to supervise boiler and furnace installation that would 
not include the approval of building plans would be next to use- 
less, for space is the most essential requisite for a good plant. 
Formerly it was the custom for an architect to design a build- 
ing with the idea of utilizing as much space as possible for rent- 
ing purposes, and to allow only the least possible space for the 
boiler room. After the plans were decided upon and the build- 


.ing started, an engineer would be given the job of designing 


the plant. Consequently there was never enough space avail- 
able in the boiler room, and the equipment had to be selected in 
accordance with the space provided rather than in accordance 
with the needs of the building. This was not always the case, 
but instances in which architects realized the importance of 
spacious boiler rooms were very few. Usually the chimney loca- 
tions and dimensions were determined by the architect, a thing 
entirely within the province of the engineer, and there was sel- 
dom space enough for well-designed furnaces. The breechings 
had many tertuous bends, the firing space was limited and the 
ventilation poor. In the existing plants in Chicago, lack of space 
is the biggest difficulty encountered, when the question of proper 
furnace and breeching design is considered. 

The department does not, as a rule, concern itself with the 
design of the boiler. This is a fixed thing and presents but little 
opportunity for special study. The general proportions of the 
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boiler are considered, however, in order to make sure that the 
areas of the gas passages through the heating surfaces are large 
enough to prevent the effectiveness of the chimney draft being 
destroyed before the furnace is reached. Attention is also given 
to the means provided for the removal of soot from the heating 
surface, so as to avoid an accumulation filling the gas passages 
and interfering with the draft. Quite frequently recommenda- 
tions are made as to the means of baffling water tube boilers. 
Where vertical space is limited, preference is shown for the hori- 
zontal baffling, so that box or encircling tile can be placed on 
the lower row of tubes, which provision allows for a long flame 
travel before the cooling surfaces of the boiler are reached. 
Vertical baffling, however, is accepted, sometimes urged, if there 
is sufficient head room to allow for a combustion chamber, in 
which the flame travel will be equal to that obtained with hori- 
zontal baffling and box tile. 

The requirements relating to draft are by far the most im- 
portant. This is the conclusion reached after studying for three 
years the causes of smoke and noting the shortcomings of plants 
that have been persistent smokers. Consequently, as this opinion 
has become more firmly fixed, the department’s requirements on 
height of chimneys have gradually increased. It is not the inten- 
tion of this paper to give detailed requirements, but it is not out 
of place to state that the lowest chimney that the department is 
inclined to accept is one at least one hundred feet above the grate 
level. This applies only to small plants, such as are usually 
found in laundries, or in small heating plants where soft coai is 
used and represents the lower limit of stack height. As the size 
of the plant increases the required stack height also increases, 
until for the large central plants a chimney 250 feet high is com- 
mon. Provisions for meeting the other requirements of smoke- 
lessness cannot be carried to the point of taking the place of 
adequate draft, which is the first and by far the most essential 
requisite. The sooner that people understand that the chimney is 
the heart of a plant, the thing that determines the steaming ca- 
pacity, rather than the amount of heating surface, and that it 
plays an important part in the economy of fuel, the sooner the 
general crusade against smoke will be made effective. 

The only function of a breeching is to convey the products of 
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combustion from the boiler to the stack. In designing the breech- 
ing, care must be taken to avoid interference with the function of 
the chimney, which is to get intensity gf dra‘c over the fire. 
Available. draft at the base of the chimney is procured by its 
height, and the money invested in chimneys increases enormously 
with the height. Therefore, any design of breeching which use- 
lessly uses up the available stack draft is a source of constant 
loss to the owner, inasmuch as he has money invested in a chim- 
ney that is not giving him full return, to say nothing of the an- 
noyance caused by the barrier in the way of smokelessness. 
Therefore, as much attention must be given to the design of 
breeching as to the design of chimney. 

The department often asks for extensive changes in the gen- 
eral layout of a plant, in order to avoid a right angle turn in the 
breeching. Sudden changes of cross sectional shapes are pro- 
hibited. The general shape of the cross section must be as 
nearly square or round as possible. If the section of the breech- 
ing must be changed in order for it to enter the stack, the breech- 
ing must be so arranged that the smoke will go up and not down 
as it enters. Bends of long radius are substituted for short turns 
when possible. The design must be such that opposing currents 
of gases are avoided. 

So varied is the number of furnaces in use, and so complex is 
the question of imposing requirements on all of these many de- 
signs, that no attempt will be made in this paper to cover the re- 
quirements relative to furnaces and stokers. The department 
advocates and urges the use of automatic stokers in all plants 
having a boiler capacity above, say, 300 H. P. The value of an 
automatic stoker as a smoke preventing device is too well known 
to require any discussion. The use of stokers has been con- 
sistently and earnestly advocated in all of the department’s work 
among stationary plants. Only in the smaller plants, where the 
conditions are unsuitable for stokers, are hand-fired boilers per- 
mitted or approved. 

The department has required that all classes of boilers be set 
higher than has formerly been the practice, in order to provide 
such combustion space and to allow the installation of proper 
furnaces. As an illustration, for hand-fired tubular boilers the 
following have been adopted as the standard distances from the 
shell of the boiler to the dead plate: 
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Diameter of Shell. Dead Plate to Shell. 


Inches. Inches. 
72 42 
66 40 
60 38 
54 36 
48 34 
42 32 
36 30 


The standard designs of boiler setting formerly in use all show 
tubular boilers set nearer to the grates than the dimensions given. 

Smoke devices, so called, of which there are perhaps a hundred 
on the market, and which must be held distinctly separate from 
furnaces of recognized merit, are not approved by the Smoke 
Department unless other provision for smoke prevention is made. 
Such devices usually consist of special means of admitting air 
and steam to the furnace, in an attempt to supply conditions 
necessary for complete combustion. One of the principal ideas 
of those who drew up the smoke ordinance which provided for 
the supervision of this sort of work by the city, was to provide 
good engineering advice for the plant owners of Chicago, which 
would keep them from spending money unwisely in their efforts 
to prevent smoke. It has been the policy to give people very 
frank advice about installations of so-called smoke devices, and 
there is no question but that this has saved the public a great 
deal of money. The position taken is that these so-called smoke 
devices in themselves are not sufficient to meet the requirements. 
However, if a plant owner wishes to build a really good furnace, 
and in addition to put on the smoke consumer, the department 
offers no objection. 

For the larger sized plants (those in which boilers of 200 or 
more horsepower each are installed) automatic stokers are re- 
quired, unless there is some good engineering reason why they 
should not be installed. Automatic stokers are those which auto- 
matically feed the coal and automatically remove the ash. A 
machine which merely feeds in the coal only does half the work, 
and is not considered in a true sense an automatic stoker. Much 
could be written concerning the installation of stokers. A good 
boiler and a good stoker may be chosen, yet they may be put 
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together in such a way that the result will be most unsatisfactory 
from a smoke prevention standpoint. The stoker must be so ar- 
ranged with reference to the boiler that the combustion of the 
fuel is complete before the gases come in contact with the boiler 
itself. There are many stoker fired plants in the city that are 
not successful in preventing smoke. The fault is not due to the 
particular boiler or the particular stoker, but to the manner in 
which the two have been installed in relation to each other. 

In general, high settings are advocated, and large combustion 
spaces. The area of the gas passages through the setting and 
furnaces must be of sufficient size to allow a good draft over the 
fire. Similar requirements as to the materials used in the furnace 
construction of stoker-fired plants are made as in the hand-fired 
plants. Not only are these requirements looked after when the 
permit is issued, but the final inspection of the work before the 
certificate is issued ensures that the job is done in accordance 
with the plans and specifications filed with the department. 

During the last administration a considerable improvement was 
made in the smoke conditions of Chicago. It is believed that the 
smoke of the city was reduced fully one-third. The work that 
was done was far easier than the work that remains, and future 
workers along this line will not be able to make as good a show- 
ing with a department of the same size. Smoke can only be 
stopped by careful and systematic study of the details of the coal- 
burning plants and the application of sound engineering judg- 
ment. There is no “universal panacea” or “cure all’ for the 
smoke evil. Each case must be given individual attention. 

The practical means by which the reduction of smoke in the 
future will be accomplished may be listed as follows: 

1—Electrification of railroads. 

2—Central station power and heat. 

3—Boats to burn hard coal. 

4—Gas.and coke for heating. 

5—Complete electrification of all power. 

The railroad locomotives of Chicago make about 43 per cent. 
of the total smoke, and the only final solution of the railroad 
smoke problem is electrification. It cannot be stated too strongly 
that electrification is absolutely essential, and that it must be 
brought about if Chicago is to be a clean city. During the pres- 
ent administration the smoke has been reduced one-third. The 
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easiest pait has been stopped, but it is safe to say that the smoke 
in the atmosphere to-day is only 66 per cent. of what it was in 
1907. If the railroads were electrified, the other conditions re- 
maining the same, this figure would be reduced to 38 per cent. 

After the railroads the most important factor in the problem 
is the fact that the total coal used in the city is put into the 
boiler furnaces by thousands of men, and that the extent to which 
the smoke is kept down depends upon the individual efficiency 
and carefulness of a multitude of poorly paid and, in many in- 
stances, ignorant workmen. The personal equation of the fire- 
man cannot be eliminated. Therefore the greatest improvement 
will be made when the number of individuals connected with the 
use of soft coal is reduced to a minimum and the personal element 
is reduced as low as possible. 

Exclusive of the plants used only for heating, it is probable 
that there is an army of between 15,000 and 20,000 men con- 
stantly employed in the city in burning coal. As long as the 
smokelessness of the city depends upon the carefulness of this 
great number of individuals, the work of keeping them at the 
highest degree of efficiency will. be stupendous. The obvious way 
is in the centralization of plants. In every block in the Central 
District there are from two to twenty different steam plants. In 
the manufacturing districts, each factory, no matter how large 
or how small, has its own power generating outfit.. If in place 
of this multitude of small plants a relatively few number of large 
power houses could be installed, the result would be most bene- 
ficial from a smoke prevention standpoint. For instance, if there 
were only one stack to each block in the Central District, or, 
better yet, one stack to each nine blocks, and if this central plant 
were equipped with the most modern type of boilers and auto- 
matic stokers, the smoke could be practically eliminated. As the 
large plant, equipped in this manner and operating under fairly 
uniform load conditions, can prevent smoke so much easier than 
the small hand-fired steam plant, the central station scheme offers 
one of the most practical means of preventing smoke that is 
known. This does not require any new inventions or new meth- 
ods, only the gradual development and increase in the use of cen- 
tral station power and heat. j 

All boats that navigate the rivers of Chicago must use hard 
coal, or some other fuel with which smoke cannot be made. This 
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is necessary if Chicago is to be a city free from smoke. The 
proposed outer harbor will keep the larger boats outside the city, 
and when freight vessels enter the rivers they should be moved 
by tugs burning hard coal. 

What has been said about the number of firemen employed in 

the power plants of Chicago is equally true of the heating plants. 
Soft coal (Pocahontas) is universally used for heating flat build- 
ings. The smoke from this source is very objectionable because 
it is produced in the residence neighborhoods. As long as soft 
coal, or any other fuel from which smoke can be made, is used 
in these small heating boilers, and handled by ignorant and care- 
less janitors, but little improvement can be expected. The only 
satisfactory solution of this part of the problem is the use of a 
smokeless fuel, such as hard coal, gas or coke. Without doubt 
the methods of making gas and coke from Illinois and Indiana 
coal will be so improved in the near future that a cheap and 
smokeless fuel for domestic heating and cooking in private resi- 
dences, as well as in flat buildings, will be obtained. 
_ There is great opportunity and urgent need for the heating 
and ventilating engineer to develop low pressure heating plants 
that can be run on cheap coal and by ignorant firemen without 
smoke. It is often easier to run a high pressure power plant 
with a clean chimney than to so run a low pressure heating plant. 
The task confronting the heating engineer is by no means easy, 
and it is worthy of the most careful thought and study. 
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DISCUSSION OF MR. BIRD'S PAPER AND PRESIDENT BOLTON'S 
ADDRESS. 
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President Bolton: These two subjects are closely allied one to 
the other. In New York we are not such sufferers from smoke 
as are our western cities, that are using almost exclusively so- 
called “soft” coal. But the time is rapidly approaching when we 
shall be compelled to make use of the same class of fuel. The 
price of “hard” coal, on anthracite, has been advanced 25 cents 
a ton this season for all the smaller and cheaper grades, and it 
is expected that each succeeding year will see an equal increase 
in price, which will soon place the material at such a premium 
that it will be necessary first to use the mixtures, and finally to 
use soft coal, as the hard coal supply gradually gives out. 

It is not too much to say that there is not one boiler in a hun- 
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dred in New York City that is set in a suitable manner to make 
proper use even of the mixture of hard and soft coal, let alone 
the exclusive use of soft coal. Therefore, the condition in New 
York as regards imperfect combustion will become extremely 
serious, and is one, moreover, which will have to be considered 
in the not very distant future. 

Such boilers as now use soft coal in New York are generally 
set too low, which frequently leads to disappointing results. A 
boiler set too low over the furnace reduces the furnace tem- 
perature, and, in the case of water-tube boilers, the inclination 
of the tubes brings the comparatively cold part against the gases, 
that are being distilled off at the rear part of the furnace, chills 
them and prevents their combustion. 

An instance in point may be the experience gained in the ma- 
rine water tube boiler of the Babcock-Wilcox type, with tubes 
inclined from the front towards the rear part of the furnace, 
which was first installed on the Plant Line steamer La Grande 
Duchesse. It fell to my lot to find out what was the trouble 
with that vessel, which was the most smoke emitting nuisance 
that sailed down the coast, and commonly came into New York 
with a flame extending 20 feet above the stack. I suggested that 
the boiler should be raised 114 feet or turned around end to end, 
which latter course was eventually followed by the manufac- 
turers, and marine boilers of that type are now installed in hun- 
dreds of thousands of horse-power, and are very good smoke- 
consuming devices. 

The effect of bad combustion in the fire is so widespread, that 
it affects not merely the health of people but it affects property. 
The injury that is done to fine public buildings by the emission of 
smoke is very serious and the cost to the community is very large 
in cleaning such buildings and maintaining air surfaces against 
deterioration. Some observations made in New York indicate 
that it is not only soft coal that produces injurious effects upon 
stone surfaces, but that the gases emitted by hard coal have a 
similar deleterious effect upon fine cut stone and marble. As an 
instance, I may mention the new public library, which has only 
been in course of construction a few years, and which is already 
considerably discolored, apparently, by the gases emitted by coal. 

There is another element which is not inconsiderable, and that 
is the dust carried from all chimneys and deposited over their 
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vicinity. I recently asked the commissioner of street cleaning 
whether he had given thought to the question of how much of the 
dirt which he annually carted away was due to this cause. He 
told me he had not done so. I made a computation, based upon 
a very small percentage of the total matter carried up by chim- 
neys, and found that it ran into tens of thousands of tons of fine 
ash and dust a year, which seemed to surprise him. I am sure 
we can all see very readily that cities are fouled by this cause, and 
that we pay for the removal of the material out of the public 
funds. So the effect is a cumulative one, in which we are all 
interested, not only from a standpoint of health, but also from 
the point of view of our own pockets. 

The methods in use in this city, Chicago, in burning the ex- 
ceedingly difficult fuel, which is handled here, are interesting 
to any engineer who has to do with the subject of fuels. I made 
a special journey here to investigate that subject, and I learned 
a great deal. When you contemplate this Illinois slack, which in 
some cases contains something like 30 per cent. of moisture and 
much incombustible matter, I think it is really wonderful that 
Chicago presents the decent appearance that it does to-day. And, 
as a body of engineers, we owe a great deal to the Smoke Inspec- 
tion Bureau of this city in showing us a line of action which may 
well be followed elsewhere and which has resulted in making 
Chicago comparatively free from smoke. 

I have been particularly interested in the subject of the amount 
of light provided by nature, and the amount of artificial light 
consumed in its absence. My observations in a number of build- 
ings have shown that, as the intensity of sunlight declines, so the 
use of electric light increases. I asked the Weather Bureau here 
for their records of the intensity of sunlight, and I found that 
they varied very much from what we find in New York, because 
in the early morning the sunlight in New York is usually very 
low. The Bureau informed me that that was due to the pall 
of smoke which always gathered over the city during the night, 
and which would hang over the city in the early hours of the 
morning until the day breeze had blown it away, and showed me 
how the wind movement was connected with the degree of sun- 
light intensity. So you see that we often pay for smoke in a 
third direction, for we actually pay for it in the cost of electric 
light. 
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Mr. Busey: I would like to offer a remark about smokeless 
furnaces. At the University of Illinois we have a 200 H. P. 


‘Heine boiler, an exact counterpart of the one tested at the St. 


Louis exposition. It is equipped with a chain grate stoker, and 
formerly had a tile roof of C tile; that is, the lower bank of tubes 
were entirely enclosed with the roof. Furnace temperatures of 
2,400, 2,500 and 2,600 deg. were then obtained. At that time 
we were unable to make the furnace smoke when using Illinois 
coal. About a year ago the roof was changed from C to T tile, 
so that the lower half of the tubes were exposed to the flames, 
and we have been able to make a small amount of smoke, but 
not at all objectionable. With small house-heating boilers I can- 
not say as much. I have never been able to devise anything that 
would prevent them from smoking with Illinois coal, containing 
30 or 40 per cent. volatile matter, and with furnace temperature 
of only 1,200 and 1,400 deg. The volatile matter will not ignite, 
and the hydro-carbons pass out in the form of smoke, in spite 
of anything I have ever been able to do. 

Professor Hoffman: I wish to say a few words in appreciation 
of the President’s address. I was very much interested, and read 
it carefully two or three times. The address appealed to me in 
this way: that it is worth while occasionally for us to theorize 
upon some of those larger propositions that are just beyond us in 
order that we may grow in reasoning power. The engineer of 
to-day, who is a successful engineer, must be endowed with three 
qualifications : he must be an investigator, he must have the power 
of logical reasoning, and he must be a man of action. While 
few have all of these qualifications, all of us have some of them. 
We all admire the man who tackles a big job. The proposition, 
as outlined by the President in his address, is something which is 
worth our consideration and thought. He certainly has shown 
the spirit of the investigator and of the man of action. Whether 
there may be some mistakes in reasoning or not, I am not pre- 
pared to say. I believe, however, that there is a great deal in 
the thought, and that our President is to be congratulated upon 
his ability to present to us a proposition so large that it will take 
us some time to sit down and think it over. 

Mr. Bird: I wish to congratulate the Society on having such 
a paper as was presented this morning by your President. Ina 
way it is in line with an investigation that was carried on last 
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year here in Chicago. Although our investigation had a different 
object in view, the thought came to us, time after time, as to the 
tremendous amount of heat that was liberated in a city of this 
size from the use of coal in various ways. We undertook to 
estimate the coal consumption of Chicago, and found it extremely 
difficult. We finally decided that about ten million tons of coal 
were burned each year within the city limits. 

Mr. Bolton uses a figure of about seventeen millions in New 
York. Our figure is a little higher per capita than his; but prob- 
ably both figures are very nearly correct. In the city limits of 
Chicago there is probably more manufacturing proportionately 
than there is in New York. So I think that more coal is used 
per capita in Chicago than in New York. Our coal also may 
have less thermal value: per ton. 

The estimate of the total coal consumption was made for the 
purpose of deciding where the smoke comes from that is made 
in Chicago. We divided all of the users of soft coal into seven 
classes and then we made thousands of observations of the 
density of smoke produced by the plants of the various classes. 
With these data, together with the coal consumption of each 
class, we were able to compute the smoke produced by each class. 
The results showed that the railroads in Chicago make 43 per 
cent. of the total smoke. That seems a very generous proportion. 
They only burn 18% per cent. of the coal. Of course our rail- 
road situation is quite different from that of New York, for here 
we have over 30 different railroad companies operating in the 
city limits. We have about 25 trunk lines, and a number of 
transfer or belt lines. They are using, as I recall, about 1,500 
locomotives, all the time, in the city, and have about 2,200 miles 
of track. 

The next largest producers of smoke in Chicago are the miscel- 
laneous power plants, which class includes all stationary power 
plants that are making steam for use as power. This class pro- 
duces 30 per cent. of the smoke. 

The next largest producers of smoke are the “special fur- 
naces,” or those in steel mills, terra cotta plants, brick yards, re- 
heating furnaces, and all those that burn coal for making heat, 
that is, not used in the production of steam for power. 

The fourth largest smoke producers are the heating plants in 
the central district. The river craft make 4 per cent. The flats 
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and the domestic heating plants make only 4% per cent. of the 
total smoke. This figure is surprisingly small, but it was the 
best judgment of those in charge of the investigation. The 
smoke they make, however, is more objectionable than the smoke 
from the large factories, because it is emitted at a relatively short 
distance from the ground and in the residential neighborhoods. 

President Bolton: Mr. Bird, what aniount of the total coal 
used is domestic coal in heating plants? 

Mr. Bird: About 1§ per cent. That figure though does not 
include the heating of office buildings or of a hotel in the down 
town district. It is strictly for domestic heating. 

Prof. William Kent (by letter): President Bolton’s estimate 
of a rise in temperature of 4.94 deg. over the entire area of the 
City of New York, 326 sq. miles, to a height of a mile, seems to 
depend on the assumption that the 326 cubic miles of air remains 
over the city for 24 hours to be heated. He neglects the facts 
that heated air always rises, and that there is nearly always a 
wind blowing over the city. If the heated mass of air rose at the 
rate of half a mile an hour, or if we assume that the 326 square 
miles area is a rectangle 32.6 miles north and south, and that a 
west wind is blowing in a column a mile deep at the rate of 5 
miles per hour, then, in either case, there would be twelve changes 
of air in 24 hours, and the rise in temperature would be only 
4.94 + 12 = 0.41 deg. 

President Bolton (by letter): Professor Kent, as well as 
most of those who had discussed the subject of the emission of 
heat, as set forth in the address, failed to note my reference at 
the foot of page 8 to the assumed absence of wind, and on their 
part assumed that, as stated by Professor Kent, “there is nearly 
always a wind blowing over the city.” 

If those who have criticized the suggestions I advanced would 
examine the weather conditions of the central part of the City of 
New York, they would find that the movement of air horizontally 
is very small at times of the lowest temperature with which my 
suggestions dealt. 

Even if it be conceded that wind is present, the effects of the 
emitted heat would be felt in that part of the city which lay to 
the leeward, and over which heated air is being blown. 

The past winter season has been one in which exceptionally 
low temperatures have been reached in and around the City of 
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New York, but, so far as my observations go, the temperature 
within the central part of the city was always several degrees 
higher than that in the suburbs. 

I have not observed any substantial criticism of the suggestion 
that the increase of temperature, due to the heat of the city, can 
or does affect the rainfall. On the whole, it does not appear that 
the main points advanced in the address have been weakened by 
the criticism of those who have written upon the subject in the 
press, or have taken part in the discussion before the Society. 
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CCXLITI. 
FREE ENGINEERING. 


BY GEO. W. KNIGHT AND PERRY WEST. 
(Members of the Society.) 


Free engineering does not. mean what it literally expresses; 
namely, professional engineering services free of cost. As the 
subject of this paper, it refers to that portion of engineering work 
which is being furnished “apparently gratis” by certain manu- 
facturers and contractors. Those who are rendering this service 
are evidently believers in that famous expression of Mr. P. T. 
Barnum, “A sucker is born every minute.” The expression 
“professional engineering services apparently gratis” (the bait) 
is so artfully clothed that the word “apparently” is not dis- 
cernible. 

The cause which has brought about the existing conditions, 
where the engineer and the contractor are doing a large percent- 
age of the engineering work, is based upon the old proposition 
of offering something for nothing. This idea is alluring, and 
has proven quite effective, owing to the fact that the general 
public do not appreciate that this “nothing” really represents a 
percentage above the legitimate cost of the apparatus or the 
work sufficient to maintain an engineering department for fur- 
nishing this “something for nothing.” 

The evil effects of this practice are twofold, affecting chiefly 
the owner and the engineer. The owner, by either wittingly or 
unwittingly allowing the manufacturer or the contractor to per-. 
form his engineering services, increases the cost or reduces the 
quality of the work which he recéives. The practical reasons 
for this are simple, but conclusive. In order to render engineer- 
ing services, the manufacturer and the contractor must add to 
the cost of their apparatus so as to maintain engineering depart- 
ments. That the production cost of such engineering is high, as 
compared with that of the regular engineer, needs no further 
argument than the fact that it is an intermittent side line of 
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work, carried on by those whose principal interests and qualifica- 
tions are centered in their own particular line. That they are 
fully compensated for this work in proportion to its cost, is a 
simple, fundamental business proposition. That the services 
rendered are of an inferior quality, naturally follows from the 
fact that the plans and specifications must include a number of 
items, such as pipe systems, duct systems, electric systems and 
other work, entirely outside of the manufacturer’s or contractor’s 
particular line, in the consideration of which they cannot afford 
to expend the necessary talent and energies. It is folly to sup- 
pose for a moment that such plans and specifications are drawn 
so as to permit of fair competitive bidding, or that apparatus in 
which the manufacturer or contractor are particularly interested 
will not be included, regardless of its adaptability to the par- 
ticular requirements; otherwise, where is the return for the free 
engineering? We intimate that the owner may act unwittingly 
in this matter, which means that his architect or agent may use 
this free engineering without the owner’s knowledge, and so the 
owner not only suffers all of the evil effects mentioned, but pays, 
in addition, an architect’s fee on his engineering work equivalent 
to or greater than that sufficient to employ a competent engineer. 
This should be plain enough to good business men, and to engi- 
neers who know the cost of producing proper plans and specifica- 
tions. The owner may say honestly that the quality of work which 
he receives is satisfactory, but we believe that he is led to say this 
through his ignorance of what a better quality of equipment 
would really mean to the success of his undertakings. On the 
whole, engineering work has risen to a comparatively high plane, 
especially within the last decade., An equipment of to-day is far 
superior to what we have been accustomed in the past. 

The degree of perfection is measured quite often by the lay- 
man by comparison with something inferior, instead of with the 
best obtainable. , 

As a representative body of equipment engineers, we are 
largely responsible for the perfection of attainment in our lines. 
It is our duty then to inquire as to how well our work is being 
done, and to develop such ideas as will best advance the quality 
of this work and the interests of our profession. Necessarily in 
order that any work may be done well, it must be placed in the 
hands of unbiased, unrestricted, competent men. The supply of 
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men who measure up to this standard we believe to be ample for 
all requirements, but in order to develop, protect and preserve 
such men it is necessary that they receive the work and the com- 
pensation. 

Second, the engineer is deprived of a large portion of business, 
and in a great many instances is forced to reduce his legitimate 
fee for professional services, in order to secure some of the 
business that is done “apparently gratis” by others. In addi- 
tion, the reputation of engineering work in general is discredited 
by this character of work. The engineer is placed in much the 
same position as would be occupied by the doctor, if the druggist 
should maintain a free physician’s service by charging enough for 
his drugs to include the same, or as would be occupied by the 
manufacturer and contractor themselves, should the engineer 
manufacture and furnish free apparatus by charging sufficient 
for the engineering to cover the cost of these items. 

The authors of this paper appreciate the fact that its contents 
will not be particularly pleasing to a great many of the members 
of this Society. They have not written it in any spirit of malice, 
but rather with a view of aiding particularly the manufacturer 
and the contractor in understanding what this practice of “free 
engineering’ means from an engineering standpoint, and how it 
affects the standing of the profession. 

We have discussed this subject freely with many manufac- 
turers and contractors, and are convinced that probably 50 per 
cent. of them are willing, yes, even anxious to abandon the prac- 
tice, provided all the others would do the same. They frankly 
admit the practice to be wrong and harmful to the engineering 
profession, but they state that it is necessary for them to con- 
tinue it in order to secure business, for the reason that if they 
are called upon by an owner or architect to draw heating and 
ventilating plans and specifications, and refuse to do so, someone 
else will. The engineers, by a little concerted action, could bring 
the remaining 50 per cent. into line. Take, for example, the 
comparison referred to between the physician and the druggist, 
or the manufacturer and contractor and the engineer. How 
many physicians do you suppose would recommend that 
their patients go to such a druggist for their medicines, or how 
many manufacturers and contractors would recommend such an 
engineer ? 
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In this connection legislation would accomplish a great deal 
toward reducing the practice of “free engineering.” There does 
not seem to be any reason why engineers should not be regis- 
tered, as are physicians and architects. Surely their field is of 
sufficient importance, and in many instances the life of many 
persons is dependent upon absolutely correct engineering design. 


DISCUSSION. 


President Bolton: This is a short, interesting paper, reviving 
an old subject. I recall that this matter was before our Society 
a number of years ago, and excited a considerable amount of at- 
tention at that time. As an illustration from my own experience 
let me draw attention to another phase of this question, namely, 
the cost to the manufacturer of the practice of free engineering 
advice and design. 

Some years ago one of our college buildings in New York 
City required equipment with a heating and ventilating plant. 
The architect was a man for whom I had done some work, and 
I naturally asked the opportunity of designing this plant. He 
led me to his drafting room, where he showed me nine sets of 
plans—nine which had been prepared free of cost for him by 
different contracting firms, each with a different scheme for 
heating and ventilating that building. I estimated that the 
actual cost of drafting in each instance was about $160, and if 
overhead charges were added to the items I should say $300 
apiece would probably have been the cost of those plans and 
specifications to each competing manufacturer or contractor. 
That makes $2,700, which the trade had paid out, to produce 
the ventilating plans for one building, and only one of them could 
possibly get the work. 

Assume that his price covered that $300, and that the owner 
therefore would pay that cost in the price of the work, the other 
members of the trade lost the rest. 

Inquiring further into the practice, you will find it extends 
into many lines of work; for instance, in steel construction, there 
has been complaint among my friends in the consulting profes- 
sion, who state that they also suffer from this unfair competition. 
One Steel Company is said to employ a force of one hundred and 
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sixty draftsmen upon free details for steel frames for buildings. 


One young consulting engineer in the city of New York, who is 
striving to make a living out of his practice, told me that he had 
to draw plans for steel framing for buildings for less than one 
per cent., or he could not get the work. Another man, engaged 
in that same line of work, is only able to make good by taking 
the manufacturer’s plans and cutting down the amount of steel 
in the framing to the limit of the law, the difference in cost 
sufficing to cover his fee. Occasionally you hear of a steel frame 
building which twists while it is going up, and occasionally hear 
of one which falls down, as in the case of the Hotel Darlington, 
an indication of some such practice. I know of one building 
in the city of New York that has had the steel skinned so close 
that the engineer in charge told me it was a marvel how it 
held up long enough to get the curtain walls around it to 
stiffen it. 

Those are illustrations of the widespread character of this 
practice, which has worked a great hardship upon all parties 
concerned in design and manufacture. It is productive of no 
value to them that I can see. Manufacturers, contractors and all 
professional men should combine with the Association and insist 
on being paid for plans and specifications. Some of our Phila- 
delphia members at one time got together and insisted that they 
should be paid two and a half per cent. on the figured cost for 
all the plans and specifications that they prepared, and they re- 
ceived it in many cases. They are intelligent men, and know 
how to draw plans and specifications, and such competition with 
the professional engineers is fair. 

This Society certainly does good for those who are engaged 
both in construction and in professional work by such discussions 
as this. I would not be in favor of legislation on the subject and 
have not much faith in the suggestion of licensing engineers. 
But by constantly bringing this subject forward we shall gain 
something in the end. 

Mr. Bronaugh: It appears to me that what we want is best 
secured by a campaign of education, because the manufacturers 
that are doing this free engineering will be the first ones to grasp 
the opportunity to get away from it. A few years ago I was 
connected with a concern that did a great deal of this free engi- 
neering, as you call it, and we considered it was a pretty heavy 
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overhead charge to carry. If we obtained all the jobs on which. 


we did engineering, it would be all right, but unfortunately, we 
did not get more than one out of every five or six. This free 
engineering meant increased administration cost and increased 
office cost. In this connection, it might be interesting to know 
that when the new building code came up this year, there was 
some talk of providing that every architect should be required to 
show on his plans the name of an engineer, and that the com- 
petency of that engineer would have to bear investigation and he 
should be free from all entanglements and associations with 
manufacturing concerns. The time is not ripe for carrying out 
such requirements, but it shows that all interested parties are 
thinking. : 

Mr. Davis: Speaking from the manufacturers’ side, my ob- 
servation is that it would be very difficult for the manufacturer 
to introduce any new system or anything of a similar character 
without making plans. The engineer or the architect or the 
steamfitter will say, “How do we know that this is any good? 
You have got to guarantee it. Nobody knows anything about 
it. The only way is for you to give us plans and specifications 
and we will take our figures from them.” 

I think that our President knows from his own experience 
how hard it was to have the best engineers recognize the princi- 
ples of vacuum heating until the responsibility of their operation 
was taken by the manufacturers themselves. Recently my ob- 
servation of the blower system is very much the same. I was 
amazed when I traveled all over this country to find how little 
good, real, honest knowledge there was of the blower business. 
The entire country is brought to rely more or less on the blower 
companies and to take from them their guarantees and to have 
them make the layouts. Otherwise, the blower business would 
never have grown. And we must remember also that the blower 
companies and large manufacturers are taking young students 
that graduate from colleges and finding them places and giving 
them a good business education and good pay. 

I know that the manufacturers would be glad to get rid of 
the engineering expense. As soon as the architect will ask 
enough commission or fee to hire good engineers, they will do 
it; but you must begin first with the architect so that he will ask 
enough to hire competent engineering service. 
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Professor Hoffman: I think we will all agree that the paper 
has the right trend, but in reading it over very carefully it seems 
to me to be somewhat revolutionary. I think this Society can 
afford to make haste slowly. When it comes to legislation this 
must be, as has been said, a campaign of education. 
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A PROPOSED BASIS FOR RATING HOUSE-HEATING 
BOILERS AND FURNACES. 


BY FRANK L. BUSEY. 
(Member of the Society.) 


For small and medium-sized heating installations, steam and 
hot water boilers and warm-air furnaces are used for the same 
class of work, depending on the requirements and available funds. 
Each has its own advantages and its own advocates, so there 
should be some common or comparable basis of rating, or of 
making a comparison of the results to be expected from the 
various units. This rating should be expressed in some small 
quantity, in order that it be easily handled and comprehended. 
It should be, if possible, in some well-known and established 
term, such as The American Society of Mechanical Engineers’ 
standard horse power, universally used in referring to large 
power and heating boilers. Heating installations will usually 
range between 2 and 50 h.p.,. where the installation is intended 
strictly for heating purposes. 

The question of a fair and proper rating for house-heating 
apparatus has often been discussed, without definite results, and 
-the need of a solution of the problem is sorely felt by all who 
come in contact with the boiler and furnace business. Some 
manufacturers are equipped to test their boilers properly, and so 
arrive at a fairly accurate determination of what performance 
their product is capable. On the other hand, a considerable 
number of builders have no adequate means of conducting tests 
and would be unable to interpret the results in case such tests 
were made. These are the parties who are guilty of placing 
apparatus on the market which has a catalogue rating of two to 
three times what can be developed under normal working condi- 
tions. As a result, the business is in an unsatisfactory state as 
regards ratings, and the crying need of the trade is for some uni- 
form system whereby the heating capacities of the various 
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types of boilers and furnaces may be closely approximated from 
the design and dimensions of the unit under consideration. 

An appreciation of this need has led the writer to turn his 
attention to the rating question, with the result that a number of 
interesting conclusions have been derived. These results will be 
presented herewith, together with the methods by which they 
were obtained. A study was made of several hundred tests made 
by the University of Illinois Engineering Experiment Station 
on various types and sizes of small boilers and furnaces, and also 
of tests made on other and larger units, the results of which 
could be relied upon. 

The practice of using 10 or 12 sq. ft. of heating surface in a 
boiler as equivalent to one horse power is hardly warranted in 
house-heating boiler work, since the rate of combustion, ratio 
of heating surface to grate area and consequent variation in ef- 
ficiency may invalidate such a system. As a matter of fact, the 
amount of surface required may vary anywhere from 5 to 50 
sq. ft. per horse power, depending on the conditions mentioned. 

Various forms and combinations were tried and discarded, 
and it was finally decided to use the term horse power as the 
unit of heating effect, as applicable to both steam boilers and 
warm-air heaters. Taking the A. S. M. E. standard of 34.5 lb. 
of water evaporated per hour from and at 212 deg. F. as equiva- 
lent to one boiler horse power, we have 34.5 x 970.4 = 33,479 
B. t. u. as also equal to one horse power. In the case of the 
boilers, the equivalent evaporation from and at 212 deg. F. per 
hour divided by 34.5 gives the horse power developed. With 
the warm air furnaces the pounds of air heated per hour multi- 
plied by the rise in temperature and the specific heat of air, gives 
the number of B. t. u. delivered per hour to the air. This in turn 
divided by 33,479 gives the horse power developed by the fur- 
naces. 

Having determined the total horse power developed by the 
various units tested, the next step was to find some dimension, 
relation, or ratio to which the horse power developed could be 
referred, and so obtain a unit to which the horse power would 
bear some definite relation. It was found that the horse power 
developed upon each square foot of grate by one pound of dry 
fuel burned per hour on each square foot of grate surface was 
remarkably constant. This is true for any one boiler or furnace 
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when burning dry coal per square foot of grate per hour between 
the limits of 4 to 8 lb. for small units and 5 to 1o lb. for the 
larger units, and when using coals of a similar quality. This is 
shown very clearly in Figs. 1 and 2 for two separate units, each 
using two classes of fuel. This value, termed a horse power con- 
stant, and designated by the letter K, was obtained for each test 
analyzed, by dividing the horse power developed by the grate 
area, and this quantity in turn by the rate of combustion. Since 
frequent reference will be made to the grate area and the rate 
of combustion for any one heating unit, these terms will be des- 
ignated by the letters G and F, respectively. 


gf of 


HORSE POWER CONSTANT - K 
o 


STEAM BOILER. 
R= 10.2 TO 1 
G=4,28 8Q.FT, 


0.060 
oo 





0 1 2 3 4 5 6 7 8 9 10 
POUNDS OF DRY COAL BURNED PER SQUARE FOOT OF GRATE SURFACE PER HOUR. 


Fic. 1.—RELATION oF Horse Power Constant To RATE oF CoMBUSTION. 


While K was constant for any one unit and for a similar 
quality of coal, yet different units gave different values of K. 
It was found that the higher values of K were obtained from 
units having a greater number of square feet of heating surface 
for each square foot of grate, this number being the ratio of the 
total square feet of heating surface to the square feet of grate. 
This ratio will be designated by the letter R. For a similar 
quality of coal, the values of K from the different units were 
then plotted to the corresponding values of R, as shown in Fig. 
3. It is seen that there exists a very definite relation between 
the values of K and R. 
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This relation appears reasonable, for, other conditions being 
equal, higher efficiencies will be obtained with higher values of R. 
Thus in practice it is customary to use additional sections, re- 
sulting in higher values of R, and also greater capacity. The re- 
lation between K and R was found to be independent of the size 
of the unit tested, inasmuch as increase in size is usually accom- 
panied by an increasing value of R. This accounts for the 
higher efficiencies obtained from large units. 


HORSE POWER CONSTANT - K 


STEAM BOILER. 
R=12.6 TO 1 
|__G= 6,0 8a.FT. 





o 1 2 8 4 6 6 7 8 v 1» 
POUNDS OF DRY COAL BURNED PER SQUARE FOOT OF GRATE SURFACE PER HOUR. 


Fic. 2—RELATION oF Horse Power ConsTANT TO RATE OF COMBUSTION. 


It is well known that the use of various grades of coal re- 
sults in different efficiencies in the same unit. From a study 
of the tests made it was found that the coals used could be di- 
vided into three general classes, designated as classes A, B and C. 
Class A includes anthracite, coke and semi-bituminous coals. 
Class B includes good grades of bituminous coal, such as is 
mined in Williamson, Franklin and Saline counties of the south- 
ern District of Illinois. Class C includes the poorer grades of 
bituminous coals. We have already seen that when using any one 
class of coal a definite relation exists between K and R. AI- 
though different values of K are obtained when using the dif- 
ferent classes of coal, yet each class has its own definite relation 
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between K and R. This is well illustrated in Fig. 3, where the 
three curves refer to the different classes of fuel. 

Table 1 shows the average proximate analyses of the three 
classes of coals as they were used during these tests. The term 
“good” or “poor,” as here used, refers to the performance of 


TABLE 1.—AVERAGE PROXIMATE ANALYSIS OF FUELS USED, FUEL AS FIRED 





Fixed | Volatile | seoteture! Ash | Sulphur | B.t.u. 
B gat Per cent.|Per cent.|Per cent.|Per cent.|Per !b. 





78.25 7.13 
80.50 3.26 
74.57 | 18.79 


11.15 
9.94 
5.15 














Class B—Bituminous 49.07 34.91 | 6.84 9.19 | 


| 10.79 | 9.57 | 








Class C—Bituminous 41.59 | 38.05 








the coal when used in small house heating units and not for large 
power boilers. The comparatively low furnace temperatures at- 
tained in the smaller furnaces make it impossible to burn com- 
pletely the excessive amounts of volatile matter contained in these 
coals designated as “‘poor bituminous.” For this reason they 
soot up the flues and cut down the efficiency. 

It is customary in order:to get the same heating effect, to 
build warm-air furnaces with a much greater value of R than 
is used with steam and hot water boilers. This is on account of 
the fact that more heat can be transmitted through one square 
foot of heating surface to water than to air. Tests show that in 
warm-air furnaces R must be from two to three times as large 
as in boilers to give the same efficiency, and corresponds very 
closely with practice. 

As a result of these facts, K does not bear the same relation 
to R in furnaces as in boilers, due to the greater value of R 
necessary in furnaces to obtain the same value of K. It follows 
that the relation of K to R varies, not only with the different 
class of fuels used, but with the different type of heating unit, 
being clearly shown in Fig. 3. 

Fig. 3 shows the relation between the horse power constant K 
and the ratio of total heating surface to grate area R. The gen- 
eral relation of the curves A, B and C for furnaces and curves 
B and C for boilers is seen to be very similar, the better fuels 
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giving the higher efficiencies. This difference increases slightly 
as the value of R increases. An increase in the value of R is ac- 
companied by an increase in the value of K only in so far as the 
value of R is confined to the limits found in practice. These 
limiting values of R for boilers in which this relation was found 
to hold are between 8 and 15. This range for furnaces, how- 
ever, is from 15 to 38. It is quite probable that the higher value 
of 15 set for R in the case of boilers can be increased to 20 or 


FUEL CLASS (A)- ANTHRACITE, SEMI-BITUMINOUS, COKE.| | | 
FUEL CLASS (8) - GOOD GRADE BITUMINOUS. 
FUEL CLASS (C) - POOR GRADE BITUMINOUS, 


BOILERS. 
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Wwtol btwol Wtol 25 tol 80 tol 6 tol 


RATIO OF TOTAL HEATING SURFACE TO GRATE AREA. 


. 3.—RELATION oF Horse Power Constant To Ratio oF HEATING SURFACE 
To Grate AREA. 


even above, but it was impossible to obtain sufficient data to 
prove absolutely this point. Nevertheless the indications are that 
this is the case. There would eventually come a point where the 
temperature of the flue gases would be reduced to so nearly the 
temperature of the surrounding water or air that no further gain 
would be effected by increasing the radiating surface. 

Curve A, in the case of the boilers, shows a much greater 
difference in favor of the high carbon over the bituminous coals 
as the radiating surface is increased. This difference is probably 
due to the comparatively restricted flue passages as ordinarily 
used in steam and hot water boilers, in which the soot from the 
bituminous coals tends to deposit and so cut down the efficiency. 
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In warm-air heaters the radiator is usually made of such ample 
proportions that less difficulty is experienced with soot deposits. 
If the ratio of heating surface to grate‘could be increased, and 
at the same time the gas passages kept of ample size, curves B 
and C would no doubt tend to assume an inclination more nearly 
like that of curve A. 

It is evident that an increase in the radiating surface of boilers 
is productive of greater gain in efficiency when using Class A 
fuels rather than the ordinary bituminous coals. With boilers 
having a low value of R a good grade of bituminous coal may 
be expected to give as good results as are to be obtained with an- 
thracite or eastern semi-bituminous coals. 

Having found that the values plotted in Fig. 3 can be repre- 
sented by straight lines within the limits of the tests used, the 
next step was to derive a formula and determine the proper con- 
stants applicable to the various sets of conditions. 


Let G =Area of grate surface in sq. ft. 
F =Pounds of dry fuel burned per sq. ft. of grate surface per hour. 
R =Ratio of total heating surface to grate area. 


K =Horse power constant =h. p. developed per sq. ft. of grate, per Ib. of dry 
fuel burned per sq. ft. a grate per hour. 


h.p. =Total horse power developed. 
C; and C2: =constants for any one set of conditions. 


It will be noticed that the average deviation of the points from 
the lines as drawn is less than 3 per cent., and that the maximum 
deviation is 7.5 per cent. This shows how closely actual per- 
formance, as shown by a study of several hundred tests, may be 
approximated by the use of the formule and constants given in 
Table 2 


TABLE 2.—VALUES OF Ci: AND CG: FOR THE FORMULA K=CiR+C: 

















| Fue. | Ci C: 

Class A—Anthracite, Semi-bituminous, Coke....... | 0.0150 0. 
Steam Boilers....... B—Good Grade I, 6 .n600ee.beeeene 0.0052 0.135 
“ C—Poor Grade Bituminous................. | 0.0041 0.126 
Class A—Anthracite, Semi-bituminous, Coke....... 0.0037 0.112 
Warm Air Heaters. B—Good Grade Bituminous................ .002 0.110 
“ C—Poor Grade Bituminous................. | 0.0020 0.101 








Then these lines are represented by a formula of a form 
K am CUR + Cg. vrcccccccs iscawneen (a) 


In this formula C, and C, have definite values for any one set of 
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conditions—that is, for one type of heating unit in various sizes, 
when using one class of coal. 

The various sets of values for C, and C, have been carefully 
determined and are tabulated in Table 2. Thus the formula for 
warm-air heaters for a fuel in class A becomes 


K = 0.0037R + 0.112 


For any unit under consideration this formula gives us the 
value of K, or the horse power that is developed on each square 
foot of grate surface by each pound of fuel burned per square 
foot of grate per hour. Knowing K, the grate area, and the 
most desirable rate of combustion, the total horse power de- 
veloped can be readily determined by the formula 


The A. S. M. E. standard of 34.5 lb. of water evaporated as 
one horse power was used, hence 1 h.p. = 33,479 B.t.u. This in 
turn divided by 250 gives the number of square feet of direct 
radiating surface carried—taking the standard of 250 B.t.u. 
emitted per square foot per hour. With warm-air furnaces the 
B.t.u. delivered to the air per hour divided by 1.4356 (the heat 
required to raise I cu. ft. of air from zero to 70 deg. F.) gives 
the equivalent cubic feet of air heated from o deg. to 70 deg. F. 

As previously explained, the value of K, of the B.t.u., or of the 
heating effect, as given in Tables 3 and 4, when multiplied by G 
and F give the total horse power developed, total B.t.u. deliv- 


TABLE 3.—VALUES OF HORSE-POWER CONSTANT K FOR VARIOUS VALUES 
OF RATIO R, STEAM BOILERS 














Fue.t A Fue. B | Fvet C 
Ratio of , 
Tota | | | } | 
Heating K B.t.u. - Square | K Btu. per Square | K B.t.u.per| Square 
Surface Hour De-| Feet of | Hour Feet of Hour De-| Feet of 
to Horse livered | Radia- | Horse livered | Radia-| Horse livered | Radia- 
Grate | Power to the tion | Power | tothe | tion | Power | tothe | tion 

Area | Constant} Water | Served Constant) Water | Served |Constant; Water | Served 
8to 1} 0.166 | 5560 22.2 0.177 | 5925 23.7 | 0.159 | 21.3 
= 0.181 6060 24.2 0.182 6090 24.4 0.163 | 21.8 
i ee 0.196 6560 26.2 0.187 6260 25.0 0.167 | 22.4 
— 0.211 7065 28.3 0.192 6430 25.7 0.171 | 22.9 
a. 0.226 7565 30.3 0.197 6595 26.4 0.175 | 23.5 
0.241 5 32.3 0 6785 27.1 0.179 | 24.0 
14“ 0.256 8570 34.3 0 6960 27.8 0.183 | 24.5 
15 “ 0.271 9070 3 0.213 7130 28.5 0.188 | 25.1 
_ 9575 38.3 0.218 7300 29.2 0.192 25.7 
: ae 0.301 10075 40.3 0.223 7465 29.9 0.196 | 26.2 
1g “ 0.316 10575 42.3 0.229 7665 30.7 0.200 | 26.8 
19 “ 0.331 11080 44.3 0.234 7835 31.3 0.204 27.3 
- 0.346 11580 46.3 0.239 8000 32.0 | 0.208 | 27.9 
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ered, or total heating effect, under the conditions assumed. Fig. 
4 for boilers and Fig. 5 for furnaces have been drawn to show 
more clearly the effect of the various combinations of the factors 
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Fic. 4.—D1acram oF Horse Power DeveLopep AND Loap CARRIED BY VARIOUS 
Sizes oF Bolters. 


already discussed. From these figures can be readily traced the 
entire course from heat unit to the horse power developed for 
any set of conditions. 

Referring to Fig. 4 let us assume a boiler with a value of 
R ='12.5, a grate area of 6 sq. ft. and a rate of combustion of 
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F=6 lb. Then, if we are to use anthracite, we will follow the 
vertical line upward from the point where R = 12.5 until we in- 
tersect the line A. From this intersection we follow the hori- 


me " 
OF HEATING 


RATE OF COMBUSTION 
F= cB, OF COAL PER 8Q. FT 
OF GRATE PER HOUR 





Fic. 5.—Dz1acram or Horse Power DeveLopep AND Loap CARRIED BY VARIOUS 
Sizes oF FuRNACEs. 

zontal line to the left through the point K = 0.235 until we in- 

tersect the line G==6. From this point we trace the vertical line 

upward until we reach the line F = 6. Following the horizontal 

line to the right from this point it is seen that under these condi- 


tions the horse power developed is 8.5. On tracing it farther to - 


the right until we intersect the diagonal line, then dropping down- 
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ward on the vertical line we find the equivalent heating surface 
served to be 1,150 sq. ft. 

In the same manner for warm-air furnaces on Fig. 5, the 
values can be traced as shown. From R= 25, fuel B, G= 7, 
F =6, to 7.8 h.p. or a heating effect of 180,000 cu. ft. of air 
warmed per hour from o deg. to 70 deg. F. This operation can 
be reversed, with either Fig. 4 or 5, thus working from the 
amount of heat needed back to the unit to be selected. 


TABLE 4.—VALUES OF HORSE-POWER CONSTANT K FOR VARIOUS VALUES 
OF RATIO R, WARM AIR HEATERS 
































Fuet A Fue.t B Fue.t C 
a en | a a 
R | Equiva- || Equiva- | Equiva- 

Ratio of lent lent | K lent 

Total | K B.t.u. | Cu. Ft.'||  K B.t.u. | Cu. Ft. | B.t.u. | Cu. Ft. 
Heating | |jper Hour of Air |! per Hour) of Air | per Hour) of Air 
Surface | Horse | Deliv- | Heated || Horse | Deliv- | Heated || Horse | Deliv- | Heated 

to Power | ered to per Hour|} Power | ered to |per Hour|| Power ered to per Hr. 

Grate |Constant the Air from 0° ||Constant| the Air | from 0° ||Constant| the Air |from 0° 

Area | to 70°F. || to 70°F. | lto 70°F. 

| 
15 to 1 0.168 | 5610 | 3906 0.151 5040 3511 || 0.131 4385 | 3054 
_. 0.171 5730 3993 0.153 5130 3573 0.133 4455 | 3103 
_— 0.175 | 5855 4078 0.156 5220 3636 0.135 4520 | 3148 
18 “ | 0.179 | 5980 | 4165 0.159 5310 3699 || 0.137 4585 | 3194 
_ | 0.182 6105 4251 0.161 5400 3761 0.139 4655 | 3243 
20 “ | 0.186 6225 4338 0.1 5490 3824 0.141 4720 | 3288 
i | 0.190 6350 4424 0.167 5580 3887 0.143 4785 3333 
_ | 0.193 6475 4510 0.169 5670 3950 0.145 4855 3382 
23 “ 0.197 4597 0.172 5760 4012 0.147 4920 | 
— 2 0.201 6725 4683 0.175 5850 4075 0.149 4990 | 3476 
' ew 0.205 5 4769 0.178 5940 4138 0.151 5055 3521 
2 0.208 6970 4855 0.180 6035 4204 0.153 5120 | 3566 
_— 0.212 095 4942 0.183 6125 4266 0.155 51 3615 
23 “ 0.216 7220 5028 0.186 6215. 4329 || 0.157 5255 | 3 
— 0.219 7340 5114 0.188 6305 4392 0.159 5325 3709 
30 “ 0.223 7465 5201 0.191 6395 4455 0.161 5390 | 3754 
— 0.227 7590 5287 0.194 6485 4517 0.163 55 | 3 
32 “ 0.230 7715 537. 0.196 6575 4 0.165 5525 3849 
— 0.234 7835 5459 0.199 6665 4643 0.167 5590 | 3894 
a 0.238 7960 5545 0.202 6755 4705 0.169 5660 | 3943 
35 “ 0.242 8085 5632 0.205 6845 4768 || 0.171 5725 | 3988 
36“ 0.246 8210 5718 0.208 6935 4831 | 0.173 5795 | 4034 
| i 























CONCLUSIONS. 


(a) Any basis of rating selected for heating installations 
should be equally applicable to steam and hot water boilers and 
to warm-air furnaces, as they are used for similar requirements. 

(b) A unit of rating should be of such a character that it may 
be easily expressed and comprehended, of some standard form 
that may be compared to that used for power boiler rating. 

(c) The term horse power as used in the A. S. M. E. rating 
for power boilers is a measure of heat delivered, is applicable 
to both boilers and furnaces, and fulfills better than any other 
term the above requirements. 
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(d) The heat generated, or the power developed, on each 
square foot of grate by the combustion of one pound of fuel on 
that square foot of grate, has been found to be practically a con- 
stant, under the conditions as already outlined. This is true of 
both boilers and furnaces. 

(e) This constant bears a definite relation to the size of the 
heating unit, as expressed by the ratio of its total heating surface 
to grate area. Based on the results of actual tests, this relation 
can be expressed by a simple formula and the above constant de- 
termined for different units and sets of conditions. 

(f) The difference between the horse power developed by ac- 
tual test and that calculated by the use of this formula is com- 
paratively slight. The calculated horse power may be used in 
connection with the ordinary heating job, with entire satisfac- 
tion. 

(g) The use of the diagrams Fig. 4 and 5 will expedite the 
work of calculation, and for any ordinary case is sufficiently ac- 
curate. Where greater accuracy is desired the formule (a) and 
(b) and the values of C, and C, from Table 1 may be used. 


DISCUSSION. 


Mr. Busey: If you wish to ask any questions I will endeavor 
to answer them. 

Mr. Weinshank: In the case of line C, 15 to 1, what would 
you get for 2,000 sq. ft. of radiation? 

Mr. Busey: That is the poorest grade of Illinois coal. What 
size grate area would you assume? 

Mr. Weinshank: About six square feet. 

Mr. Busey: From the ratio 15 to 1 draw a line upward on 
the chart, Fig. 4, to line C, and then across to the line of six sq. 
ft. of grate area. From this point draw a vertical line crossing 
the combustion lines. From the 2,000 sq. ft. radiation point, 
draw a vertical line till it intersects the diagonal, then to the 
left through 15 h.p. till it intersects the first vertical. The point of 
intersection will fall above the 12 lb. line, and we would have to 
burn about 13 Ib. of coal per sq. ft. of grate per hour. 

I have seen cases where the required consumption would be 
from 12 to 15 lb. per sq. ft. of grate per hour, in order to carry 
the capacity claimed for the boiler. A grate area of six sq. ft. 
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and a rate of combustion of 15 pounds, would require go |b. of 
coal per hour, or 720 lb. for an eight-hour period. No furnace 
of that size will hold that much coal or stand that rate of com- 
bustion, the only solution being very frequent firing or a larger 
furnace. 

Professor Hoffman: I have in mind a boiler carrying about 
three thousand sq. ft. of radiation, twenty-one sq. ft. of grate, 
with a good grade of Indiana coal. How much coal should be 
used ? 

Mr. Busey: We will assume that it is fuel B, and that the 
ratio of heating surface to grate is probably 17% to 1. Passing 
to the left from the intersection with line B to a point just be- 
yond the 20 sq. ft. of grate line, then upward to the line drawn 
back from the 3,000 sq. ft. of radiation point, gives a rate of 
combustion of a little less than 5 lb. per. sq. ft. of grate per 
hour. This rate of combustion is low, and would indicate that 
the boiler is larger than required for the load carried. 

Professor Allen: I would like to ask Mr. Busey in making 
these tests are the boilers rated on firing for eight hours? 

Mr. Busey: No, we fire about 17 pounds per square foot of 
grate at a firing and fire as often as required. We found that 
gave a very good amount of fuel for one firing; that is, with a 
grate area of 4% square feet, a small round boiler gives 75 
pounds at a firing, and for a boiler having 6 sq. ft. gives 105 
pounds. The boilers were fitted with pressure regulators, so 
that when the pressure fell below four pounds the damper opened 
and the pressure came up again. When the final fire was burned 
too low to pick up again, it was dumped and the test closed. 
With the warm air furnaces, having smaller grates, as low as 50 
pounds was fired as a charge. But this amount was always 
the same, and the length of time required to burn it depended on 
the rate at which the boiler or furnace was being operated. 

The boiler delivered steam through a separator. I had a union 
in the line, into which I could insert any size of orifice that I 
cared to use, just a little disk with a hole in it. I soon got that 
calibrated, so I could have any load I wanted. So by using dif- 
ferent sized orifices I could send as much steam through as I 
cared to make; and I watched the feed water so I knew how 
much water was evaporated. In that way I could run the boil- 
ers at any per cent. capacity that I desired. 
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Professor Allen: Did you put the feed water in warm? 

Mr. Busey: Yes. 

Professor Allen: Return it from the steam coils? 

Mr. Busey: I returned it from the heating coils. It is good 
practice always to use condensed steam from the heating system 
so as not to scale up the boilers. 

Professor Allen: In determining these results, could you dis- 
tinguish between the fire surface of the boiler and the flue sur- 
face of the boiler? 

Mr. Busey: No, I took here the total heating surface. That 
will make some difference, but I have not been able to determine 
just what per cent. 

It is difficult to learn from manufacturers just what they con- 
sider as direct and indirect heating surface, and different persons 
might obtain different measurements from the same boiler. In 
determining the value of my ratio R, I have considered the total 
heating surface, and as far as I can judge, it has not made any 
serious difference in the results. 

When you add extra indirect surface and the passages are tor- 
tuous, more or less restricted, they soon fill up with soot from 
the coal and that kills the draft. When burning anthracite coal, 
this added indirect surface gives the best results. That is shown 
by the direction of the lines in Fig. 3, page 247, where curve A 
rises very rapidly. With the addition of more indirect surface 
and a greater ratio R, the greater the effect for anthracite ; while 
in the case of bituminous coal the benefit is not nearly so great. 

Professor Allen: Then to give this chart universal applica- 


tion, you would have to know the proportion of fire surface and. 


flue surface of the boiler, or else have the line developed for that 
particular boiler. Wouldn’t that be true? 

Mr. Busey: I hardly think so. I have been able to obtain the 
results of a good many tests and have plotted them, and it sur- 
prised me how closely they agreed, irrespective of how much 
was direct or how much indirect surface, and irrespective of the 
shape of the boilers. 

Mr. Mackay: Do I understand you that these straight line 
curves in Fig. 3 are based on the performance of a large num- 
ber of boilers? 

Mr. Busey: On quite a number—all the tests I could obtain 
and could depend on. 
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Mr. Mackay: I think that straight-line relation between the 
ratio of grate surface and heating surface is quite remarkable; 
and it seems to me that, if it is based on a large number of ob- 
servations you have made, it practically overcomes the obstacle, 
to which Professor Allen refers, of the necessity of knowing 
the relative amounts of flue and direct surface. The basis of 
rating seems relatively unimportant; that is, we do not need to 
rate a boiler in terms of horse power, because that, after all, 
means a definite number of heat units which we can readily 
translate into so many square feet of direct radiation. 

Referring to the Figs. 1 and 2, I made a brief calculation to 
note the efficiency of the boilers. Fuel A in Fig. 1 shows that 
we have a little less than 55 per cent. efficiency; fuel A, in Fig. 
2, shows a little over 61-per cent.; calling the heating value 13,- 
ooo for anthracite. 

Mr. Busey: The boiler in Fig. 2 had a greater ratio of heat- 
ing surface to grate than the one in Fig. 1, which shows that 
the greater the ratio the higher the efficiency. When burning 
Illinois coals, this advantage is in a great measure offset by the 
deposits of soot in the indirect flue passes. In a boiler with a 
small value for ratio R, and large direct flues connecting to the 
smoke pipe, the soot will burn out at frequent intervals. \When 
these flues are long and small they soon fill up with soot, with 
a consequent loss in efficiency. In such boilers the soot deposits 
seldom burn out, but must be cleaned out with brush or scraper. 

I have had cases where the flues were almost closed, and the 
fire extinguished for lack of draft. In the first class of boilers 
I have frequently seen the smoke-pipe red hot, with stack tem- 
peratures as high as 1,300 degrees. 

Secretary Macon: The evidence indicates, in Figs. 1 and 2, a 
relatively constant efficiency for a considerable range and rate of 
firing. I do not recall seeing similar tables, but that point has 
been raised, particularly in ¢gatalogue ratings, where it is evident 
that the rating has been a mathematical calculation. That is, one 
particular test has been made, a given performance of a boiler, 
and then a series of ratings has been developed simply as a piece 
of mathematics. These curves, however, show that if we do not 
give these ratings for, say, less than four pounds per sq. ft. of 
grate, the error is not great. 

Mr. Busey: I have found, with most boilers, that the efficiency 
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curve is fairly flat, within 80, 100 or 120 per cent. of the boiler’s 
rating; from about 80 to 100 per cent. of the boiler’s rating, 
the efficiency is fairly constant. The high point will be perhaps 
at go per cent. or so; and above 120 I have forced these house- 
heating boilers 60 per cent. overload, and the efficiency began to 
drop off rapidly. Then again, I have run them as low as 16 to 
18 per cent. of their capacity, and the efficiency dropped to per- 
haps 20 per cent. 

Secretary Macon: Would you regard it as proper to give 
a boiler rating on a 160 per cent. performance, that is, a 60 per 
cent. overload ? 

Mr. Busey: Well, at the 160 per cent. the efficiency will drop 
off quite a little. With the ordinary boiler, in order to get 50 
per cent. overload, the ash-pit damper will have to be open prac- 
tically all the time to have all the draft possible, and coal must 
be shoveled at frequent intervals. That is, you could not fire 
the boiler in the morning and expect to have any fire there at 
night if you had it opened up and running at a 150 per cent. 
rate. The fire-pot would not have sufficient capacity to hold fire 
for many hours. 

Secretary Macon: Would you fix the rating of a boiler at the 
peak of the actual curve? 

Mr. Busey: I would be inclined to place the rating at slightly 
above the most efficient point. A boiler will be required to de- 
velop its full load only at infrequent intervals, and during very 
severe weather it can develop considerable overload without seri- 
ous loss of efficiency. 

President Bolton: The Chair would like to say a word or two 
about the value and appropriateness of this paper. You have 
here a picture of the combinations that cover the question of 
boiler efficiencies; first, the rate of combustion varied by the 
draft and by the attendant labor; second, the character of the 
fuel, a feature over which no control can be exercised by the at- 
tendant; and finally you have the appliance itself, that is, its 
proportions related to its grate area. In those three elements is 
the whole combination of effective fuel combustion in all boilers. 
The tests described in this paper are in line with the work which 
this society has been endeavoring to do for some years past in 
connection with standardizing the rating of boilers; and it seems 
to me it would be proper to refer this paper to our Committee 
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on Standards as an addition to their sources of information, and 
a helpful means toward the end that they are trying to reach. 
Our Committee on Boiler Ratings reported at our last annual 
meeting, and was discharged, having apparently proceeded as far 
as they could. But this paper appears to reopen the door to 
further study. 

The observations in Mr. Busey’s paper present one point of 
great value, the testing of steam boilers at low ratings, and corre- 
spondingly low rates of combustion. It is surprising how little 
has been done in that direction with large steam boilers. In the 
past four years I have searched, corresponded and inquired high 
and low among the large boilermakers for tests run below 50 per 
cent. of boiler ratings, and I do not find any one who has such 
records. 

Inasmuch as a great many power boilers and house-heating 
boilers are run for a considerable portion of their time very 
much below their ratings, sometimes much below 50 per cent. of 
their ratings, it becomes important to know what they will do 
at such low load factors. Mr. Busey has tested boilers down 
to as low as I5 per cent. of their capacity, and has found their 
efficiency decline to about 20 per cent., which is an excellent in- 
dex of the cause of inefficiency of steam-heating boilers, because 
during a large part of the heating season in any place low output 
is required. 

Professor Hoffman: I think Mr. Busey has given us a splen- 
did paper. I have a couple of questions I would like to ask. He 
states that “Tests show that in warm air furnaces R must be 
from two to three times as large as in boilers to give the same 
efficiency, and corresponds very closely with practice.” I 
wonder if Mr. Busey does not consider this a very strong state- 
ment. 

Then I would like to inquire also in regard to the draft. Was 
the draft.the same in all the tests? Were all the tests run with 
the same size and height of chimney? 

Mr. Busey: The setting, stack, draft and all was the same for 
all the tests. The stack was about seventy in. in diameter, if I 
remember rightly, and some thirty-five ft. tall; and the draft was 
the same comparatively in all the tests, varying only with weather 
conditions. 


As to the Professor’s point about the ratio of heating surface 
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to grate, I haven’t any definite information here with me. I 
have it at home in my files, and the figures were based on actual 
measurements, most of them taken by our office at the university, 
I do not think I made any blunders. 

Mr. Sterrett: What do you consider the right amount of coal 
per sq. ft. that should be burned per hour in a furnace, and also 
did you take into consideration the size of the combustion cham- 
ber relatively to the grate, and would the retention of the gases 
in that combustion chamber, by the tortuous passage in the boiler, 
have anything todo with the rating of capacity ? 

Mr. Busey: As to the’ first question, I mentioned the limit for 
the burning of coal per sq. ft. of grate per hour as 4 to 8 Ib. for 
small units and 5 to 10 Ib. for larger ones. Now a boiler, with 
a grate, say, 15 to 20 sq. ft. might well burn 10 lb. with a good 
efficiency. Ten lb. would be about the upper limit. For small 
boilers, with 5 or 6 sq. ft. of grate, I have set the limit from 4 
to 8 lb.; with good draft 8 Ib., 4 lb. for running light. About 
5 or 6 lb. is a good average and perhaps 8 Ib. for a large furnace. 
In a school-house installation, a furnace with 15 or 20 sq. ft. of 
grate might burn 8 or 9g Ib. of coal right along in the winter, 
with a correspondingly greater amount in severe weather. As 
to the second question, if the passages are long and extract more 
heat from the gases, the efficiency and capacity will be increased, 
provided these passages are not so restricted that they will be- 
come filled with soot. Ordinary warm air furnaces, as usually 
built, do not seem to have as much trouble with the soot deposit 
as the larger boiler, their passages being comparatively larger. I 
recall some cases, where this was not the case, where I would 
have to clean out once a day. The ordinary furnaces as installed 
through the middle West are of cast iron and steel construction, 
the passages being large and open so that perhaps one cleaning a 
season will answer. 

Mr. Newport: I would like to ask Mr. Busey what was the 
most economical grade of fuel. 

Mr. Busey: I have not made any very definite study as to 
comparative economy. The grade or kind of fuel is sometimes 
determined by the style of boiler or by other considerations, such 
as cleanliness and smokelessness. When these features are not 
of absolute importance our western bituminous coals are the most 
economical to use. A mixture of lump and slack gives good re- 
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sults, using more slack in mild weather and less during the cold 
season. 

Mr. Davis: Was there any attempt made to have a uniform 
draft for these different boilers and different rates of combus- 
tion? 

Mr. Busey: No, the draft was natural draft, just due to the 
chimney, varying somewhat with weather conditions. Some days 
the draft would not be as good, perhaps, the weather was moist 
and heavy, but the draft was about the same all the time. 
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TESTS OF WARM AIR FURNACE PIPING. 


BY A. W. GLESSNER. 
(Member of the Society.) 


“Conservation” and “Efficiency” are two of the watchwords 
of the hour, and to no class of men should they appeal more 
keenly than to the members of the American Society of Heating 
and Ventilating Engineers, as they are engaged in the study of 
the best and most economical methods of providing sanitary heat 
for the millions of American homes and other buildings, used 
and occupied by human beings, whose lives and pocketbooks are 
directly or indirectly affected. That there is ample field for the 
profession is indicated by the recent statement of the U. S. Geo- 
logical Survey that the fuel waste in this country amounts to 
more than half a billion dollars annually. There is therefore 
great need of the conservation of our fuel supply, and equally 
great need of more efficient methods of burning fuel, in order to 
lessen this stupendous waste. We are told that the modern 
steam engine, using the product of the best type of boiler auto- 
matically stoked, rates so low in efficiency, that only a mere frac- 
tion of the heat units contained in the fuel consumed are utilized. 
A test of smoke temperatures, and an examination of the charac- 
ter of the emissions from smokestacks, demonstrates beyond 
question the wastefulness of modern methods of combustion and 
offers prolific opportunity to the inventive genius of the country 
to get busy on the problem of fuel and heat conservation. 

Three score and more of the leading makers of warm air 
furnaces have joined together for the purpose of testing scientif- 
ically the efficiency of their heaters, and within a very few 
months they will know with reasonable accuracy the comparative 
efficiency of the numerous types of furnaces in the market, and 
will thus be able to determine the kind of apparatus best adapted 
to the needs of certain sections of the country and to different 
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classes of buildings. It will be possible to guarantee, with defi- 
nite certainty, the heating of structures and to estimate the fuel 
consumption within a limited range. The effect of these tests 
should be to raise the standard of furnace construction, as it is 
probable that types which are known to be uneconomical will be 
abandoned or improved. A campaign of education, through the 
furnace dealer, will soon enlighten the furnace user as to the 
relative economy and efficiency of various types, and bring about 
a survival of the fittest. 

One need, that all tests of furnaces has demonstrated, is that 
of providing suitable insulation for furnace casings and bonnets 
in order to prevent loss of heat between the heater and the point 
of delivery at the boot or box collar. This has been shown in 
some tests to be as high. as 11 per cent. By lining the casing 
and covering the leader pipes with cellular asbestos paper, much 
of this heat loss can be overcome. The ordinary asbestos paper, 
as shown in the recent Underwriters’ Laboratories’ tests, is dem- 
onstrated to be almost valueless as an insulator as at present 
applied. It is necessary to have an air space in connection with 
the paper in order to obtain satisfactory results. In the recent 
Underwriters’ Laboratories’ tests, an Excelsior “F” pattern fur- 
nace, with cast pot and dome and wrought steel radiator, was 
used with unlined casing, and during the test it developed that 
within two feet from the furnace casing 7 deg. of heat were lost 
and within seven feet 27 deg. As the velocity under this particu- 
lar test was 472 feet per min., or fully 50 per cent. above nor- 
mal as compared with velocities registered by the Federal Fur- 
nace League in their test of the same pattern of furnace, the re- 
sult is fairly satisfactory, but with proper insulation the heat loss 
should be very greatly reduced. 

Another form of heat loss, even more important than that 
noted, has been located in the recent tests of Excelsior double 
wall pipe, in connection with single pipe and single pipe wrapped 
with two thicknesses of asbestos paper. The results have been 
reproduced in last week’s issues of the leading trade journals 
and are doubtless known to you. The tests were conducted over 
a period of many months by the Underwriters’ Laboratories of 
Chicago, an enterprise owned and conducted by the insurance 
companies for the purpose of ascertaining the efficiency and fire 
hazard of building materials and equipment. By reference to 
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Fig. 1, you will observe that at point “E,” which is near the 
register outlet (see Fig. 3), Excelsior double wall pipe delivered 
88 per cent. of the heat values transmitted to it at the boot collar, 
indicated on diagram as “A,” whereas asbestos-covered pipe de- 
livered only 78 per cent. Attention has already been called to 





Perventage of A 


Distance along center line of stack in inches 


Fic. 1. 


the heat loss between the crown of the furnace and boot collar 
“A.” The diagram shows the results of operating the furnace 
under nearly normal conditions. Higher temperatures in the 
furnace and pipes produced greater variation in the heat losses. 
By reference to Fig. 2, showing the temperatures developed on 
the outside of the different types of furnace wall pipe, the great 


. 2 & 


‘Temperature of Outside Surface of Pipe 


ee 
8 





Temperature of Air inside Pipe Degrees Fahrenheit 


Fic. 2. 


heat losses incurred by the installation of single wall pipes in 
buildings will be seen at a glance. With a temperature of 450 
deg. on the inside of the various pipes the temperature of the 
outside of the single pipe, not wrapped, was 354 deg., that of 
single pipe, asbestos wrapped, 330 deg., while that of double 
wall pipe was only 265 deg. showing the remarkably greater ef- 
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ficiency and lower fire hazard of double wall pipe in comparison 
with that of single pipe, wrapped and unwrapped. 
An analysis of the tests shows the superiority of double wall 
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DETAILS OF THE TEST STACK 
FIG. 3. 


pipe at every point and in all particulars. The great loss of heat 
with single pipe is shown by the very high temperatures de- 
veloped at the outside at different parts of the pipe. The record 
shows that at point “A” (see Fig. 3) at the bottom of stack, 





XUN 





XUM 


TESTS OF WARM AIR FURNACE PIPING. 265 


single pipe unwrapped produced a temperature on the outside of 
from 240 to 324 deg., at point “C,” where the turn was made, 
from 234 to 303 deg., and at point “E,” close to register, from 
240 to 272 deg. The temperatures with single pipe, wrapped 
with asbestos paper at the different points indicated, are: “A,” 
228 to 300; “C,” 238 to 288, and “E,” 196 to 236. Those for 
double pipe are: “A,” 140 to 192; “C,” 182 to 210, and “E,” 175 
to 196, showing a great increase in efficiency, and decrease in 
fire hazard, in favor of double wall pipe. 

One of the vital points involved in these tests has been the 
demonstration of the greater efficiency of double wall pipe of 
smaller area in comparison with single wall pipe of larger area, 
the single pipe installed in the wall in question being 35% in. by 
125@ in., whereas the double pipe had a cross area of only 3 by 
12 in. Notwithstanding an increased area of more than 25 per 
cent. in favor of single pipe, the latter showed much less ef- 
ficiency than double wall pipe, due to the very great loss of heat 
into partitions when single pipe is used. The area of the double 
pipe tested was 36 sq. in. and of the single pipe 4534 sq. in. 

These tests show the large fuel saving which would accrue to 
the country through the use of double pipe, owing to the con- 
servation of the heat passing through double pipe, which is not 
dissipated in the wall. This will often have the effect of turn- 
ing a furnace failure into a success, where the loss of heat, 
owing to single pipe, makes it impossible to heat the building 
successfully. 

The use of modern baseboard registers, which are supplanting 
floor registers in the most progressive sections of the country, 
will make it imperative, in order to get economical results, to use 
double stack heads in walls of first as well as of upper floors in 
installing the new types of baseboard registers. 

It may be of interest from an engineering standpoint to note 
that a temperature of 638 deg. was maintained at the crown of 
the furnace, and that no damage whatever was done to the same. 
The steel used in the radiator was No. 14 gauge, open hearth. 
A velocity of 788 feet per min. was reached during the tests, 
and air was delivered at this high velocity to the boot at a tem- 
perature of more than 500 deg., without injuring in the least 
the double wall pipe, except at the point where the boot joined the 
stack, and which was purposely installed without the use of 
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solder, in order to obtain a test of a connection made in that 
manner. ; 

These tests will enable us to formulate rules for the installa- 
tion of double wall pipe in order to insure absolute safety under 
all conditions. Undoubtedly they will cause the abandonment 
of the use of single wall pipe in partition walls, owing to the 
great loss of heat and the increased fire hazard. A third and 
more important result should be the increase in the rates of in- 
surance charged for buildings equipped with single wall pipe. 
The fire loss in this country is now in excess of a quarter of a 
billion dollars yearly, and every effort is being made to reduce 
this loss. The use of double wall pipe is advocated in the report 
of the engineers, their conclusions being as follows: 


“(a) Single wall furnace pipe as now manufactured is in- 
ferior to double wall pipe in all particulars. 


“NOTE: The tests show that it is less efficient in 
conveying the warm air from the furnace to the rooms 
to be heated, and that the danger of fire is appreciably 
greater than with the double wail pipe. Single wall 
pipe is weak in construction, is easily bent and dis- 
torted, is subject to rapid deterioration by rust, and 
does not afford opportunity for as tight joints between 
sections as double wall pipe. The loss of heat through 
the walls of single wall pipe is greater, and the outer 
surfaces become heated more quickly and attain higher 
temperatures under the same heat conditions, than 


double wall pipe. 


“(b) Single wall asbestos-covered pipe shows little, if any, 
superiority over single wall pipe and is inferior to double wall 
pipe in all particulars. 


““NOTE: The tests show that while it may be 
slightly more efficient than the single wall pipe, any dif- 
ference in this respect is slight. The tests also show 
that the danger of fire is appreciably greater than with 
the double wall pipe. It is subject to the same struc- 
tural weaknesses as the single wall pipe, and is prob- 
ably susceptible to the influence of rust and corrosion 
to a greater extent. The asbestos covering is reported 
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as usually torn and damaged in transit, or at the time 
of installation, and as it is put on by flour paste it is 
often materially damaged by rats and mice. The thin 
asbestos paper used has only a slight effect on the trans- 
mission of heat through the walls of the furnace pipe. 


““(c) Double wall furnace pipe is the most efficient of the three 
types of pipe as a means of conveying warm air and in conse- 
quence has a relatively lower fire hazard. It is structurally su- 
perior to the other types and less likely to be imperfectly in- 
stalled, or to get out of order once properly installed. 


“NOTE: The tests show that the loss of heat be- 
tween the inlet and outlet of the double wall pipe is 
appreciably less than for the single wall or single wall 
asbestos-covered pipe, even with a dead air space be- 
tween the walls of the double wall pipe, as in the tests. 
With the air between the walls circulating, it is possi- 
ble that the efficiency of the pipe would be slightly in- 
creased up to the point where sufficient heat is dissi- 
pated by this means to materially affect the temperature 
of the air passing through the stack. This is not 
likely to be a factor with the space between the walls 
provided in any of the pipe examined. It follows that 
if the pipe is more efficient, the temperatures of the out- 
side surfaces of the pipe will be lower and the danger 
of fire will be less in consequence. The two walls of the 
double wall pipe and the connecting pieces between the 
walls, provide structural stiffness. The outer wall pro- 
tects the inner wall from injury and the effect of rust 
and corrosion, thus increasing its durability to some 
extent. It is less likely to be imperfectly installed on 
account of its greater stiffness. The joints used to con- 
nect the sections of double wall pipe are more rigid and 
less likely to be spread apart, when installed, or by the 
pressure when plaster is applied, than the joints of 
single wall pipe. As double wall pipe cannot be cut 
without spoiling it, the pipe must be installed, prac- 
tically, to exact dimensions, and the machine-made slip 
joints between sections are less likely to be imperfect. 
The general principles governing the design of double 
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wall furnace pipe tend to make the use of this class of 
pipe less hazardous than single wall or single wall as- 
bestos-covered pipe.” 


The National Council of the Underwriters have authorized the 
issuance of the following card as a result of the tests referred 
to: 


“Tests and investigations conducted by the Underwriters’ 
Laboratories, Inc., on single wall, single wall asbestos covered 
and double wall warm air furnace pipe show that the use of any 
of these types in connection with warm air furnaces involves an 
appreciable fire hazard and warrants the utmost care in their in- 
stallation. ; 

“Double wall furnace pipe is the most efficient and least haz- 
ardous, and its use is therefore recommended in preference to 
the single wall or single wall asbestos-covered pipe.” 


The installation of the pipe tested was abnormal, the pipe hav- 
ing two square turns and the conditions were the most unfavor- 
able that could be devised. They were purposely made in order 
to procure the most severe test possible. 

The loss of heat between the crown of furnace and the regis- 
ter outlet was approximately 22 per cent. This can be consider- 
ably reduced with proper insulation of casing and cellar pipes. 
We have reached the day of “tested” furnace pipe, and heating 
engineers have in their possession all data necessary to recom- 
mend the best and most economical type of pipe to be used in 
partition walls. We will soon reach the day of “tested” warm 
air furnaces, and doubtless a way will be found of cutting down 
the heat loss between the furnace fire pot and the chimney. The 
heating engineer should devote a portion of his time and ener- 
gies to the.solution of the problem of fuel waste, and should aid 
the manufacturer in producing a more efficient heater. 

The sanitary side of heating has frequently been discussed 
and the preponderance of testimony and argument are decidedly 
in favor of fresh air heating. With proof positive of greater 
efficiency, which should come within a few months, the maker 
of furnaces can look to the future with much optimism. 
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DISCUSSION. 


Professor Hoffman: Were there double wall pipes installed 
between the walls? 

Mr. Glessner: There were. 

Professor Allen: Referring to Fig. 1, I notice there is a very 
radical drop in the percentage of available temperature between 
the points E and F in the horizontal pipe. Is that due to the 
structure ? 

Mr. Glessner: You will find that this drop occurs with all the 
other forms of pipe. The loss in the single forms of pipe was 
only 11 per cent., and in the double wall pipe it was 22 per cent. 

Professor Allen: I refer to the points E and F. The loss on 
the double wall pipe is much more rapid than on the asbestos 
protected. 

Mr. Glessner: In making these tests the ends of the pipes were 
also left open, so that the test should be considered from A to E. 
The heat was distributed beyond the point E. You will notice on 
the diagram, in Fig. 2, that F is the end of the pipe, and that it 
was left open in these tests. 
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HEATING AND VENTILATING HIGH SCHOOL BUILD- 
INGS AT DECATUR, ILL. 


BY SAMUEL R. LEWIS. 
(Member of the Society.) 


The object of this paper is to outline the scheme of heating 
and ventilating a new school-house building in Decatur, IIL, 
and the remodelling of the heating and ventilating apparatus 
in an established high school building, together with the scheme 
followed for supplying both buildings with steam for heating 
and with electric light and power from a central point. The 
new building is about 500 ft. distant from the old building, 
which was formerly heated by ten warm-air furnaces. The 
ground space for the new building and its surroundings made 
it desirable to eliminate from it any boiler plant, and the fact 
that the furnaces in the old building were worn out at the time 
of the designing of the new building rendered it necessary to in- 
stall new heating and ventilating apparatus there. The old build- 
ing is of non-fireproof construction, hence it was proper to re- 
move all fire from-within it. The new building was to be com- 
pleted in the spring of 1911. The old building must be pro- 
vided with a new plant in the fall of 1909. These considera- 
tions prompted the location of the power house adjacent to 
the old building, especially as coal storage space could be ob- 
tained under it, and it would be possible to provide sufficient ca- 
pacity to supply the old building through the winter at minimum 
cost. ' 

It was planned to provide the most efficient and economical 
type of apparatus known, and to ventilate all rooms with at least 
30 cu. ft. of air per minute per pupil, and new sanitary ap- 
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paratus, all of the ventilated type, and power for fan propul- 
sion, lighting and manual training machinery in both buildings. 
Steam, return and electric conduits were permitted under the 
streets by special arrangement with the city. 

It was decided to install the indirect type of heating, well 
governed by automatic regulation, as being the most positive 
and sanitary, as well as‘economical. Prominent advantages of 
this system are: 

1. It is ordinarily difficult or impossible to hold school with- 
out running the fans and securing ventilation. 

2. The pupils in a given room are all subjected to the same 
temperature and some are not overheated, as they must be when 
direct radiators are placed in the rooms. 

3. The trouble and noise of air valves and steam and water 
circulation in the radiators are eliminated. 

4. The false air circulation by direct radiators destroying dif- 
fusion of the fresh air is eliminated. 

5. The all-indirect plants appear to be more economical of fuel. 

The following data may be of interest: 


Chicago: Five schools, with both indirect and direct 
heating, all of about the same size, averaged per cubic 
foot of space heated and ventilated per season 1.11 Ib. 
of coal. Five other schools of approximately the same 
size, burning the same kind of coal in the same sort of 
boilers but having entirely indirect heating averaged 
per cubic foot of space heated and ventilated per season 
only 0.67 Ib. of coal. 

Kansas City: The Manual Training High School 
having both indirect and direct heating cost in fuel, 
for the year 1909-10, per cubic foot of space heated 
and ventilated 0.273 cent. The Westport High School, 
having entirely indirect heating, cost in fuel for the 
same year per cubic foot of space heated and ventilated 
0.124 cent. Both buildings burn oil in similar boilers. 


In the Decatur plant direct radiation is used in all toilets, 
offices, corridors or rooms with plumbing which might be in- 
jured by excessive cold. The advantage of having direct radia- 
tion in class rooms is that it tends to keep them warm when the 
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fans are not in operation, provided they are furnished with 
steam. At Decatur the buildings were arranged in such a man- 
ner that it was possible to group the indirect radiation in small 
chambers near the banks of flues, and thus by gravity air circu- 
lation keep the rooms reasonably warm without any direct 








STEAM TURBINES AND PIPING IN THE ScHOooL Power House. 


radiation when the fans were not in operation. This has proved 
in practice-to work out with remarkable success. 

The boiler house is a fireproof building, containing three 
high-pressure horizontal tubular boilers of 450 rated horse power, 
with standard equipment for bituminous coal. In a room ad- 
joining the boilers are located the feed-water heater, boiler feed 
pumps, all main operating valves, pressure regulator, etc., and 
two horizontal turbine-generators, with the accompanying switch- 
boards. The distribution lines for steam, compressed air and 








HEATING AND VENTILATING HIGH SCHOCL BUILDINGS AT DECATUR,ILL. 273 


electricity center in this room. The generators are for 250-volt 
- direct current, and one is of 75 kw., the other of 50 kw. capacity. 
Together they have ample power to carry all of the lights and 
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power in both buildings at one time. In actual practice, however, 
the peak load never has overtaxed the smaller machine. 

It is admitted that the turbines are not as economical of steam 
as would be reciprocating engines, but the fact that the plant is 
in service practically at no time when heat also is not required, 
and that therefore the electricity is practically a by-product dis- 
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SrcTIONAL ELEVATION THROUGH THE REMODELED HEATING AND VENTILATING PLANT, 


poses of this argument. The turbines are 
practically noiseless, have a very long life, 
require no internal lubrication, thus reliev- 
ing the boilers of oil, and they occupy very 
little space. The feed water heater is only 
150 h.p., being used merely to purify the 
make-up water, or to supply one boiler when 
exhausting to the atmosphere in warm 
weather, when the plant might be in opera- 
tion for power or lighting. 

To the old building are run a 7-in. steam 
line and a 2% in. wet return. To the new 
building in a common trench, running about 
650 ft. and from 4 to 12 ft. underground, 
are carried a 10 in. steam and a 4 in. wet 
return, in tin-lined Wyckoff insulation, and 
a four-part vitrified tile electric conduit, as 
shown. The main to the new building 
pitches upward from boiler house, and as it 
is below the receiver, the condensation in it 
is raised to the receiver by a tilting trap. 
Proper expansion joints and anchorages are 
inserted, the former accessible in brick man- 
holes. 

In the old high school the supply fan is a 
special Sirocco wheel driven by a belted 15- 
h.p. motor, delivering 
tempered air to hori- 
zontally placed reheat- 
ing coils in plenum 
chambers directly at 
the bases of the flues. 
Fresh air is drawn from 
the second-story level. 
All toilet rooms have 
special closets, with 
large rear local vent 
openings, and all urin- 
als are locally vented, 
being connected by 
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metal ducts with an exhaust fan, which is driven by a direct con- 
nected 2'4-h.p. motor. New flues of tile supplement the old flues 
and in the attic are placed cut.off dampers in all vent flues for 
shutting off the ventilation when the building is not occupied. 
This is effected by compressed air from the engine room. 

All class rooms have automatic temperature regulation, the 
thermostats gradually moving mixing dampers in the plenum 
chambers without curtailing the volume of air, merely changing 
its temperature as required. Cumulative devices are installed, 
by means of which the power of the entire plant finally goes to 
the slowest room to reach 70 deg. when warming the building 
in the morning. On all side wall air supply openings are placed 
adjustable diffusers, by which the air currents may be deflected 
to any part of each room. There are no vent screens or registers 
in the new building, the ventilation outlets being finished as far 
as visible like the rooms, and thus they are swept out every day, 
preventing the unsightly accumulation of dust, chalk and paper 
common when screens are used. 

The old high school building has an air delivery of 43,000 
cu. ft. of air per minute, and about 3,600 sq. ft. of indirect radia- 
tion. The air blown into the corridors finds its way out through 
the toilet rooms, through the locally vented fixtures, and thus 
there is always a greater air pressure in the former than in the 
latter, effectually preventing odors from the toilets anywhere 
in the building. The toilet ventilation is entirely separate from 
the room ventilation. 

The new high school was naturally an easier and more sym- 
metrical problem, but the description of the apparatus in the old 
building will very nearly suffice for the new one. The fresh 
air is drawn from the second floor level, tempered and deliv- 
ered by the fans into a tunnel which extends under the center 
of the corridor, around three sides of the building. In this 
tunnel are nine groups of reheating coils and all of the piping 
for steam and condensation. The tunnel is of ample size for 
easy inspection, and can be flushed out with a hose. It is well 
lighted with electricity. It will be noticed that there is very little 
use of metal duct work. By closing the doors to the various 
other coils the auditorium or gymnasium may be ventilated or 
heated by either fan, without affecting the balance of the build- 
ing. The supply fans are Sirocco wheels in double discharge 
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housings propelled by 20 h.p. belted motors. The building re- 
ceives 120,000 cu. ft. of air per minute, and there are about 
9,000 sq. ft. of indirect radiation. 
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Exhaust fans for toilet and chemical table ventilation are 
placed in the attic. Together they have a capacity of 15,000 
cu. ft. of air per minute and have 8 h.p. in motors. The chem- 
ical laboratory ventilation is carried in vitrified tile pipes, and 
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the fan which handles the fumes is of special corrosion resist- 
ing construction. A large, tight foul-air chamber is formed in 
the roof space, from which the foul air escapes through ventila- 
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tors, equipped with compressed-air controlled dampers as de- 
scribed for the old building. In both the old and new buildings 
the foul-air chambers in the attic may be thrown in connection 
with the fresh-air intake flues, thus forming a closed circuit, 
through which the air may be recirculated over and over posi- 
tively, and a substantial fuel saving is thus effected when warm- 
ing the building prior to occupancy. 

Each room has in its supply flue a volume damper, operated 
from the back of the diffuser in the room, but located in the 





280 HEATING AND VENTILATING HIGH SCHOOL BUILDINGS AT DECATUR, ILL. 


inlet to the flue in the basement. This arrangement is of great 
convenience when adjusting or testing the air distribution, be- 
sides eliminating any unauthorized manipulation of the dampers, 
as is common with the ordinary type. 

The locker and shower rooms in the sub-basement of the new 
building and all corridors have both direct radiation and air 
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supply from the indirect system. Whenever possible the air is 
delivered through or against the direct radiation, thus increas- 
ing its efficiency about three times and preventing local circu- 
lation. 
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DISCUSSION. 

President Bolton: Gentlemen, we have before us a paper which 
is of specific interest. It affords a description of the application 
of modern methods to an old plant, always an interesting prob- 
lem, because the work that has been done in the past, whatever 
its merits, must necessarily be improved by the application of 
more modern knowledge and of better principles of operation. 
So successful has been the remodeling of the old plant that the 
new plant may be described in practically the same words as the 
remodeling of the old. 

I was particularly impressed by the author’s remark that the 
difficulty in the use of direct heating combined with ventilating 
fans is the personal element. Here is the same feature of per- 
sonal control of the plant, which Mr. Mackay referred to yester- 
day in his remarks on the care of plants. However desirable the 
whole combination may be, its operation may fail because of the 
ignorance, stupidity or laziness of the man who is in charge. 

The figures presented by the author, derived from actual in- 
stances of heating and yentilating buildings in two cities, are 
just the kind of data that we all need. We have our own ex- 
perience that we can match against those figures, and this sort 
of data will bring into commanding importance in the future the 
study of economics and of costs of operation. 

I observe that the author installed steam turbines in the school 
power-house. That has also been done in the Stuyvesant High 
School building in New York City, and the excuse there—for an 
excuse was needed—was the desire to provide most modern ap- 
pliance for use and study of students. No other reason was 
given, and I do not know why the turbine is preferable. The 
small unit is very far from being a satisfactory steam apparatus. 
It has inherent defects. The high speed at which it runs, the 
delicacy of the appliance, almost always require very great care 
and attention. As an instance, in an office building where three 
steam turbine generators are in use, on more than one occasion 
one machine has become stalled and the other machine has re- 
versed it, and driven it as a motor against the steam supply with 
disastrous results. Owing to the high speed, any comparatively 
small reduction in speed causes a very considerable drop in volt- 
age; consequently a generator in parallel with another machine 
may become a motor to drive the rotor against the steam. 
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With a machine of that kind it is necessary to employ high- 
priced engineers, and therefore it would seem to be better to 
use apparatus as simple in character as possible, and well within 
the knowledge and experience of the ordinary type of engineers 
usually employed in public buildings. 

Another point in the installation is that the electrical system 
is at the higher tension of two hundred and fifty volts. That 
probably was due to the operation of the ventilating motors at 
two hundred and forty volts. Apparently also that voltage is 
used for the lighting system, which would be extremely uneco- 
nomical. 

I notice with great interest the simple cumulative device for 
sending heat into the different parts of the building, prior to the 
necessity of real ventilation; an excellent and simple scheme, 
which deserves credit. 

The ventilating of the toilets in both these buildings is of a- 
highly desirable character, an arrangement that has been fre- 
quently neglected in other buildings with unsatisfactory results. 

If the same amount of intelligence were applied to the ventila- 
tion of some other classes of buildings as is applied to school 
buildings, our surroundings would be more comfortable in many 
of the hotels and business places which we are obliged to frequent. 

Mr. Lewis: The electrical distribution is‘ simplified by the 
fact that very rarely, I suppose once or twice in a year, is it 
necessary to run both machines. The lighting is on the three 
wire system, at one hundred and ten volts, and the higher voltage 
is used for power. 

Professor Hoffman: Some mention was made of the personal 
element. I happened to be in a building this last winter which 
was heated and ventilated by the split system; that is, a direct 
radiation heating system and a mechanical blast ventilating sys- 
tem. The cold air duct was boarded: up and the fan was re- 
circulating the air about the building. I was curious to know 
why the fresh air inlet was boarded up, and asked the janitor. 
He replied : “Don’t you know if we have warm air on the inside 
and cold air on the outside it will split the coils?” I tried to 
argue with him that those heating coils were meant for steam on 
the inside and the coldest air on the outside without injury in 
the least. His final reply was, “You can’t tell me anything like 
that.” This instance shows the perversity of the average janitor. 








XUM 


HEATING AND VENTILATING HIGH SCHOOL BUILDINGS AT DECATUR, ILL. 283 


I would like to inquire of Mr. Lewis how they supported the 
ventilating fans in the'attic without having the jarring from the 
fans affect the building. 

Mr. Lewis: In buildings of fireproof construction the fans are 
set on wooden timbers of yellow pine. There is no vibration in 
the new building, as it is of heavy construction. But in the old 
building the fans are supported on the main bearing wall, and 
are comparatively small, a twenty-four inch wheel, I think. We 
have had no trouble from the fans, where the supports are on 
the bearing wall. 

Professor Hoffman: The reason I asked that question was be- 
cause I know of a building having the fan located in the attic 
and set upon heavy walls built up from the basement, and yet the 
vibration from the fan was noticeable around the building. 

Mr. Lewis: I think that that would not have happened if both 
the fan and motor had been properly balanced and the speed not 
too high. I have had much experience with attic fans and 
motors and never any serious trouble. Once or twice we have 
had noise, and have cured it by making the manufacturer give 
us a better balanced fan. ‘ 

Mr. Burdick: I was called in one time in a case where 
a fan was put in the tower of a church on the level of about 
where the ceiling would be. In that case the fan was set on a 
wood floor with wooden joists, in practically a drum. By 
using a heavy thickness of felt, and connecting the fan to the 
duct with heavy canvas and with the motor set on heavy felt, 
the motor made more noise than the fan did. In fact the motor 
made a noise that was heard in the building. 

President Bolton: I have had some experience in resting fans 
upon spring supports by placing the fan framing on light I 
beams, extended across from a wall to the top of the nearest 
column; and I succeeded in operating large, high-speed fans on 
the top of hotels without any trouble on floors below. The 
spring afforded by the beams is depended upon to absorb any 
vibratory effect, and with well balanced fans that arrangement 
has been successful. 

Mr. Lewis: This is the time, I think, to tell what the Chicago 
Ventilation Commission has been doing at the Chicago Normal 
School in experimenting on school-room ventilation. We were 
dissatisfied with the air distribution, either in those buildings 
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equipped as the one I have described, or in those heated by direct 
radiation and ventilated by air at about 70 deg. We found that 
the air was not properly distributed unless introduced much 
warmer than the air in the rooms, when using ordinary inlets 
and outlets. In order to study the question, an experimental 
plant was established in the Normal School, with the co-opera- 
tion of the Chicago Board of Education. A standard class- 
room has been equipped with a false floor and ceiling, the false 
floor being raised about 16 in. above the true floor. For every 
desk there is a 3 in. pipe coming up underneath the book-shelf 
and ending about 4 in. from the bottom of the shelf. The air is 
introduced through these openings, some fifty of them, one for 
each occupant of the room, and taken out into a false ceiling, 
which communicates with the vent flue. There are four openings 
for foul air at present in this ceiling. We are going to run that 
room with normal adult people—as it is a Normal School—they 
are not little children—and are keeping a careful record of the 
temperature of the air, its quality and its dust content, using 
special testing apparatus provided by the Board of Education. 

We are also keeping a record of the health of the occupants, 
the percentage of absences among them, etc. In the course of a 
year or two we will have very interesting and valuable data, I 
think. We expect to demonstrate that this is the best way to 
ventilate a school-room, because often it is necessary to intro- 
duce air at a temperature below the temperature of the room; 
and the old way of bringing the air in at the top and taking it 
out at the floor does not operate properly when the air that is 
introduced is cooler than the air in the room. 

Professor Hoffman: Mr. Lewis said that it was easier to heat 
the building in the morning by introducing cool air from the coils 
than by recirculating. I would like to know what explanation 
Mr. Lewis has for that. 

Mr. Lewis: That is a rather difficult question. I don’t know 
the answer. We can heat a building quicker by taking the air 
from outside. I think it is because we get more air. I never 
measured it with an anemometer, but it seems reasonable, when 
we take air in from the outside, through large openings right 
next to the tempering and heating coils, that there is less re- 
sistance and so more air is handled. The humidity of that air is 
probably about right, also, and this may influence the results. 
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We get more air, too, because we do not have the friction of 
pulling it down from the attic through the flues and of circulat- 
ing it around through the ducts. It is my experience that we can 
heat a building ig about twenty per cent. less time, but we do 
take more steam. 

Professor Hoffman: Has that been true in this one instance 
or in a number of instances? 

Mr. Lewis: My opinion is based on a number of years’ ex- 
perience in many buildings. 

Mr. Mackay: I would like to ask Mr. Lewis in regard to the 
Normal School ventilation if the areas of the ducts are in com- 
pliance with the State law, or smaller? 

Mr. Lewis: The whole method is figured out on the idea of 
delivering 30 cu. ft. of air per pupil per min. ; but it is our belief 
that we will get as good ventilation or probably better with 10 
cu. ft. of air per pupil per min. doing it that way than with 30 
cu. ft. per pupil per min. in the old way. The floor is a tem- 
porary construction, and so is the ceiling, and our intention is to 
change them, enlarge them or make them smaller as develop- 
ments may require. And coming back to what Dr. Gulick said 
in New York about the removal of the aerial envelope, by this 
scheme we spray it right up around each person, in each seat, 
and get nearly perfect diffusion. 

Mr. Collamore: There are a few things that have occurred to 
me in listening to Mr. Lewis’ paper. First, with reference to the 
five items that he specifically refers to, by which he comes to the 
conclusion that this form of heating system is best adapted to the 
heating ofa school building. The criticism, that there will be 
trouble and noise of the air valves where steam and water are 
used, should not be seriously considered, because it is simply a 
question of design. A properly designed heating system would 
not give this trouble. 

The question as to the use of the hot-blast system hinges on 
the temperature of the air delivered into the building. If Mr. 
Lewis had installed with this system an air washer or some de- 
vice which would humidify the air, I believe the results obtained 
would have been much better. My experience with the hot-blast 
system has been that where no device is used for humidifying the 
air, even with a room temperature of 70 degrees, the furniture in 
the room would feel cold on account of the relatively low hu. 
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midity of the air delivered, and this I believe to be a serious ob- 
jection to the hot-blast system. That has been one reason why 
engineers have leaned toward the tempered air proposition so 
that the air would be of a relatively higher humidity than in 
the hot-blast system itself. The experiments that Mr. Lewis is 
making will probably be of great value to us in this connection. 

The subject of recirculation of the air is one that has been of 
interest to us all. In the light of recent information from our 
medical friends, however, we will have to abandon it, because 
we are liable in recirculating air, if there are germs and other 
bacteria injurious to health in the attic or in the flues, to deliver 
these injurious substances through the rooms. This should be 
avoided, and the time will come when we will have to make the 
saving of fuel subordinate to sanitation. 

Mr. Lewis: I think Mr. Collamore’s points are well taken, and 
I appreciate very much what he has said. Regarding noise, I 
appreciate that, when we have a vacuum system, we eliminate 
all that trouble to a very large extent. 

I happened to visit one of the new Cincinnati schools in which 
are located radiators of 200 sq. ft. surface. While listening to 
the classes every once in a while I heard the automatic air pres- 
sure regulator open up the valves and exhaust the air in the ra- 
diator. This was because the steam pressure was carried a little 
too high, I think. A two-pipe system is installed. 

There is no doubt we ought to have more humidity. I tried 
to install air washers, but the funds would not permit. We can 
deliver a very fair amount of humidity, at comparatively small 
expense, by using steam jets in the space for the tempering and 
reheating coils. That method is being installed as rapidly as 
possible in the Chicago schools. 

Mr. Cones: I tested a building last winter that confirms just 
what Mr. Lewis has said about heating a building by revolving 
the air early in the morning. ‘If you revolve the air early in the 
morning to heat your building, you seem to save fuel; but you 
can heat your building in just about half as much time if you take 
your air directly from the outside. The only explanation I can 
give would be that you get a greater air supply with less restric- 
tion from the outside of the building than you do when you re- 
volve your air. 

President Bolton: Has not the relative humidity of the air 
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something to do.with that? In other words, in bringing in your 
fresh supply of air are you not also bringing in a fresh supply 
of humidity? whereas, if you are circulating what may be de- 
scribed as dried-up air, that is not as effective as properly humidi- 
fied air. This subject is worthy of further consideration. 

Some of our friends who know about vacuum systems ought 
to discuss this zip noise in the radiator. 

Mr. Gifford: Possibly that noise is not entirely due to the 
vacuum system. If the supply valve is closed at the radiator for 
a time, it of course leaves the radiator full of steam, which in 
condensing would pull a considerable vacuum. It might go as 
high possibly as twenty-three inches, if there is a stoppage at the 
check valve on the return end of the radiator. So that the con- 
dition inside of the radiator when the thermostatic valve opens 
to readmit the steam is possibly a considerable degree of vacuum 
and the combination of that condition and a higher operating 
pressure than a plant should have normally would produce that 
noise, even if there was not a vacuum system in connection with 
it, even On a one-pipe system. 

President Bolton: There is another very important question, 
the arrangement of ducts for hot and cold or tempered air; a 
subject well worthy of discussion and consideration. Perhaps the 
author would tell us what he did regarding this feature. 

Mr. Lewis: I take it, you mean that where a hot-air duct is 
run some distance in sheet metal and the tempered air duct is 
adjacent to it, there is liable to be a transfer of heat? 

President Bolton: Yes. 

Mr. Lewis: It was to avoid that that the coils were placed 
in subways. The air handled by fans is drawn from the temper- 
ing coils and delivered down through the tunnels at, say, 65 deg. 
The duct between the hot-air pipe and the tempered air that has 
not been reheated is formed of about four inches of concrete 
and is about four feet wide. There is no horizontal conveyance 
of hot air to any appreciable extent. It was not practical to con- 
vey two temperatures of air through galvanized air ducts any 
considerable distance, because the hot air became too cool and the 
cold air became too hot, as they were so close together. 

Mr. Hayward: I think that the principal reason that a build- 
ing is heated more quickly by taking outside air is that in revolv- 
ing the air the infiltration is increased, caused by restricted air 
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returns. Furthermore, when taking air from outside, the differ- 
ence between the temperature of the air and the temperature of 
the steam is much greater, and therefore. the extraction of heat 
units from the steam is greater, thereby getting more heat units 
into the building in a given length of time. 

An aggravated case of this kind came to my attention some 
years ago while in charge of a branch office for one of the blower 
manufacturers: The building was a planing mill, and when the 
heating equipment was proportioned, the presence of the shav- 
ings exhaust fans, two in number, was entirely forgotten. The 
heating fan that had been installed had about two-thirds the ca- 
pacity of the shaving fans, and was figured to draw all its air 
from the interior. With these three fans drawing air from the 
inside of a loosely constructed building the result in heating the 
building can be imagined. The original equipment was taken 
out and a new one installed with a capacity 50 per cent. greater 
than the exhaust fans, and by taking all outside air the desired 
temperature was practically obtained. When air was taken from 
the interior the temperature was ten deg. lower than when all 
air was drawn from out of doors. With all three fans drawing 
air from the inside of the building, the volume handled by the 
exhaust fans was compelled to infiltrate through natural leak- 
ages or to reduce the volume for the heating fan. Naturally a 
large amount of unwarmed air leaked in and chilled the building. 
Where the heating fan delivered air in excess of the exhaust 
fans a slight inward pressure was maintained, preventing infil- 
tration and maintaining a higher temperature. 

Professor Hoffman: It is easy enough to see you will get 
more heat units out of the coils when cold air is used, but you 
are lifting the temperature of the air from, say, zero to 70 deg. 
before you have it at the temperature of the room. Of course 
the coils are doing greater service, but even that point does not 
explain why it should take less time to heat a room by cold air 
than by recirculating the air. I do not doubt the truth of the 
statement that some buildings do heat more quickly with outside 
air. Where this is the case there must be a restriction in the air 
line somewhere. You cannot prove such a result on a theoretical 


basis. 
Mr. Collamore: No one has arisen to the question of fact. 
Mr. Lewis has made 4 statement that it takes longer to heat this 
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particular building by recirculating the air than it does by using 
Outside air. My experience has been just the reverse. Perhaps 
there must be something in the nature and the design of the sys- 
tem itself that brings about this particular fact that Mr. Lewis 
advances. My own experience has been that where systems for 
recirculating the air have been used it is possible to heat a build- 
ing in about half the time that is required when using outside air. 

In a system as usually designed for this purpose there are 
dampers that shut off the fresh-air supply and air exit, so there 
can be no air taken into the system except that delivered into the 
rooms. In school buildings, where a recirculating system has 
been used, when rooms are to be warmed by eight o’clock, even 
in zero weather, it can be done by starting the plant between 
half-past six and seven o’clock in the morning; whereas in other 
buildings of similar size, where the recirculating system has not 
been provided, it is sometimes necessary to start the plant as 
early as half-past five in the morning. 

Mr. Lewis: I think that the point of fact is well taken. I 
never tested this building as to the time required to heat it by 
taking cold air from outside or by recirculating. I assumed that 
as a general principle, and I think I have never tested a building, 
where the proper design was made. I have tried to heat a build- 
ing by recirculating the air, and I venture to say that these other 
gentlemen, who said it took longer to heat by outside air, at- 
tempted to do so by opening the doors. A greater amount of air 
goes down and goes out through the doors, and never does get 
into the rooms at all. I am not prepared to say it would take 
any longer to heat a building by recirculating than the other way. 

Mr. Collins: In regard to the fifth statement, that it is cheaper 
to heat by indirect than by direct, I would like to ask, if the di- 
rect radiators were placed at right angles to the wall, would this 
same conclusion be found? 

Mr. Lewis: It would not. If the radiators were placed at 
right angles to the windows, the cost of heating by direct radia- 
tion would be very materially reduced. In the Chicago schools 
and in the Kansas City schools mentioned there, the radiators 
are placed under the windows. 


* 
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VENTILATION OF THE MACY STORE, NEW YORK. 


BY D. M. QUAY. 
(Member of the Society.) 


The object of this paper is to describe briefly the ventilating 
arrangements, particularly of the underground portions, of the 
department store of R. H. Macy & Co., at Thirty-fourth Street 
and Broadway, New York City. There is perhaps no better 
proof of the value of the modern method of ventilation than that 
applied to those densely occupied spaces of the modern depart- 
ment store necessarily located for commercial reasons below 
pavement level, where sunlight can never be admitted. The Macy 
plant has been in use since 1902, and it is felt that the value of 
the present plant lies very largely in the satisfaction which the 
installation still gives and the reports in its favor made by of- 
ficials and managers of departments of the store. 

Like the average department store, there is a basement below 
the ground floor given over to retailing, this level being low 
enough so that windows and the free circulation of outside air 
are inadmissible, and below this there is a sub-basement, in this 
case devoted partly to the mechanical plant of the building and 
partly to the shipping and delivery departments of the store. In 
the present case not only are the basement and sub-basement sup- 
plied with pure air delivered positively by mechanical means, but 
an air supply is given to the main floor. 

The shipping and delivery departments, incidentally, are 
equipped-with a system of, conveyors for carrying packages 
dropped in chutes to a central point where by means of other con- 
veyors the packages may be sent to elevators to distribute them 
with respect to the routes to be taken by the different delivery 
wagons. The department occupies about 74,000 sq. ft. of floor 
space and is 10 feet high in the clear. As stated, there is no natural 
light or immediate connection with the outside air. There are 
about 500 persons employed in the sub-basement department, 
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making the density of occupation about 1,480 cu. ft. of space per 
capita. For the maintenance of a healthful and agreeable sub- 
basement atmosphere, the mechanical ventilating system is de- 
pended upon and one indication of the satisfactory operation is 
the unsolicited statement of the superintendent that numerous 
applications are on file from employees desirous of being trans- 
ferred to the department. There is a general opinion expressed ~ 
to the effect that the air is pure and the atmosphere comfortable 
and the occasional visitor commonly remarks on how fresh the air 
seems. It should be further stated that owing to the character 
and extent of the ventilating system provided and its effect, the 
Board of Health of New York has issued a permit that boys un- 
der 16 yrs. of age and girls under 14 yrs. may be employed in the 
sub-basement. 

The accompanying plan drawing of the sub-basement will as- 
sist in showing the scheme of ventilation. The building has three 
street sides and the fourth wall accommodates some of the eleva- 
tors of the building and the large fresh air and exhaust flues. 
The air is taken from a point 225 ft. above the street pavement, 
and is carried down a shaft 12 x 24 ft. in size. At the sub-base- 
ment the air may be passed through underground passages with 
tempering coils by-passed at will in the usual way and then 
reaches two pairs of 160-in. steel plate blowers, four in all, which 
discharge the air through ducts for the supply of the sub-base- 
ment, including the engine and machinery rooms, and the base- 
ment and the first or main floor. 

There are two main fresh-air discharge ducts, one from each 
pair of blowers. One supplies the north side of the building and 
is carried under the basement floor. The other is carried along 
the sub-basement ceiling along the boiler, engine and machinery 
walls to the east end where it is carried around parallel to the 
south wall. Finally both are extended to the ceiling of the base- 
ment to supply air delivered for reheating coils at the main en- 
trances of which there are three, one at the northeast corner, one 
in the east centre and one at the southeast corner. The supply of 
air under the slight pressure serves, of course, to prevent an in- 
rush of cold air with the opening of the doors. 

The various fresh-air branch ducts from the main ducts supply 
the sub-basement and the first story, with reheating coils in con- 
nection with each branch duct, except those for the engine, boiler 
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and other rooms of the mechanical plant which develop more 
heat than is necessary for warming purposes. The tempering 
coils and reheaters are regulated by the Johnson system of au- 
tomatic control. The automatic control of reheaters is of 
course with the object of regulating the temperature as desired in 
different parts of the store, each such reheater being under the 
control of a separate thermostat. 

The basement and first story have their most crowded occupa- 
tion toward the central portion, and with this point in mind the 
system was designed in connection with these floors to deliver 
the air to the central parts instead of to points along the outside 
walls. This was accomplished by placing grills on the fronts 
of the counters carrying the branch ducts on the ceiling below, 
alongside the deep girders, to outlets in the counter fronts. The 
air risers are marked A on sub-basement plan. In the stove and 
household goods department in the basement, however, large 
registers were placed in the floor in an out-of-the-way place, as 
there are no permanent counters in this section of the department 
store. 

A mechanical exhausting system is also provided, this remov- 
ing the vitiated air from the boiler, engine and machinery rooms, 
from the shipping and delivery departments, from the toilet and 
locker rooms and from the kitchen, laundry, bakery, etc., on the 
eighth floor of the building. No air is blown into the toilet rooms 
except one large room in the basement. In this case about two- 
thirds as much air is blown in as is drawn from the room, so 
there is always a slight suction in all the toilet rooms to prevent 
an uncontrolled escape from such rooms to other parts of the 
building. 

For handling the exhaust air there are two 10x Io ft. air 
shafts at the rear wall and the space around the chimney is also 
used to assist in the exhaust system. These are fitted with fans 
and there is also a 12-ft. exhaust fan located near the ceiling of 
the engine room. This draws air from the engine and machinery 
room and discharges it through a 12 x 12-ft. grating to the out- 
side atmosphere. A 120-in. steel plate exhauster at the rear of the 
boiler room draws air from the boiler and pump rooms and dis- 
charges it into one of the exhaust shafts. 

An interesting detail developed in connection with the power 
required for driving the fresh-air blowers. So great was the 
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chimney effect of the lofty down-take shaft through which the 
air had to be brought from above the roof that motors had to be 
selected of about 25 per cent. greater horse power than would 
normally suffice. 

A recent test made by the chief engineer of the building with 
thermometers placed at different points on the fifth floor, a 
large open space with numerous windows, and also in the ship- 
ping department of the sub-basement, showed less than two de- 
grees difference in temperature on the two floors. It was his 
opinion that the air in the sub-basement was as pure as the out- 
side air, and that it was in constant motion in all parts of the 
floor. Finally there is no complaint of drafts. 

The foregoing of course deals with only a portion of the 
heating and ventilating plant. The building is heated by direct 
radiation, of which there are 62,000 sq. ft. The building itself 
incloses no less than 16,000,000 cu. ft. of space. There are 12,- 
960 lin. ft. of tempering coil surface and 7,000 sq. ft. of indirect 
radiation in heaters. There are 3,020 h.p. in the boiler plant and 
in the mechanical plant there are four 500-h.p. and two 300-h.p. 
electric lighting units, 32 hydraulic elevators, a 25-ton refrigerat- 
ing and water-cooling system forming a part of the plant. Some 
of the other apparatus making a power demand on the plant are 
four escalators or moving stairways, the parcel delivery and con- 
veyor systems mentioned and a vacuum cleaning system. The 
plant also includes a garbage and refuse destructor. 


DISCUSSION. 


President Bolton: This paper describes the application of a 
ventilating system to a very different sort of building than that 
described in our previous paper, and brings up before our minds 
another method of accomplishing similarly desirable results. 
Here the tempered air is blown to reheating coils located at the 
end of branch ducts, and in other cases in the sub-basement, 
where reheating is not required, the tempered air is blown di- 
rectly into the space to be ventilated. There are two sets of fans 
of equal power discharging to the south and north side of the 
store; the passages on the south side, the upper portion of the 
diagram, being much more tortuous and longer than on the north- 
erly side or bottom of the diagram. That result was brought 
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about by individual drives of the fan, and the balance of pressure 
is easily controlled by variation of the motor speeds. 

Mr. Davis: In regard to sub-basement ventilation in Chicago 
there is considerable discussion going on now between the con- 
tractors, engineers and the city authorities. In one hotel here, 
the Sherman house, it was planned that there should be sleeping 
quarters for the engineers and some of the help in the sub-base- 
ment. The authorities would not permit this, although it was 
proven that the ventilation was good. Mr. Soule knows some- 
thing about this subject, which would be interesting to the mem- 
bers. 

Mr. Soule: I do not know that I have read about the provid- 
ing of ventilation for those sleeping quarters, but I know of one 
plant in Chicago, where for the basement ventilation of a de- 
partment store fresh air was introduced on one side entirely, and 
blown across the room, all the exhaust being taken out on 
the other side. If the right proportions are used, that is a very 
good method to use. 

President Bolton: Are both the intake and the exhaust high 
up in the basement ? 

Mr. Soule: Yes. 

President Bolton: Well up toward the ceiling? 

Mr. Soule: Fresh air is introduced near the ceiling and the 
exhaust is taken out on the opposite side of the room. I believe 
that the room was about sixty feet wide. 

Professor Allen: There is one difficulty I have met in sub- 
basement ventilation, the fact that the air increases in tempera- 
ture after passing any great distance into the room. When first 
installed and taking the air in at the ceiling at 65 deg., then let- 
ting it pass the full length of the room, then exhausting it from 
a kitchen, going a length of 75 ft., we found that in passing that 
distance the temperature was increased 5 or 6 deg., and in ex- 
treme cases as much as 8 deg. We had to make a change in our 
plant and introduce air at the opposite end of the room in order 
to overcome the difficulty. The wall structure carried heat and 
it was necessary to admit colder air than that in the room in 
order to keep the air at a comfortable temperature throughout 
the entire space. 

In this sub-basement the subject of vent or eduction is not 
fully described. The question of removing heated air from en- 
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gine rooms is one that comes before all of us some time or other. 
It presents peculiarly varying problems, because of the point to 
which Professor Allen has drawn attention, namely, that the in- 
troduction of air into an engine room is of little value, since it 
becomes heated up almost immediately, and such a supply must 
be supplemented by vent fans. 

I had recently to ventilate an engine room, in a large hotel in 
New York, in which the temperature in the summer time was as 
high as 145 deg. It was reduced to 110 deg. by taking out the 
fresh air supply blower, and reconnecting it as a vent, supple- 
menting the exhaust fan. The fresh air was allowed to find its 
way in naturally through the same opening, through which the 
fresh supply had presumably been drawn. There was not any 
value in the forced supply of fresh air. The object was to get 
the heated air out of the room, and let the fresh air find its own 
way in, which method proved so effective as to reduce the tem- 
perature 35 deg. 

Mr. Soule: I know of one boiler room here in Chicago where 
the hot air is taken from the top of the boilers through ducts 
and is carried to the fans which discharge the air underneath the 
boilers through Jones stokers. That is a very good way of de- 
creasing the temperature of the air, so that the heat will not 
affect the first floor. 

President Bolton: That is also being done very satisfactorily 
in the Ellicott Square Building in Buffalo. 

Mr. Soule: I should say that a fresh-air fan supplies air to 
this boiler room for the firemen. 

President Bolton: Is the air circulated across the boiler room? 

Mr. Soule: Yes. 








CCXLVIII. 
STREET CAR VENTILATION. 
BY W. THORN.* 


The subject of street car ventilation has perhaps not received 
the attention from street railway companies that its importance 
demands. This has resulted from the lack of thorough infor- 
mation and inability to find practical apparatus or equipment 
for the purpose other than the usual means, rather than any un- 
willingness on the part of the management of these properties 
to provide for the proper ventilation of their cars. 

The usual method of obtaining ventilation in street cars has 
been to provide a monitor deck or clear-story in which are a 
number of small windows that can be opened and thus give a cer- 
tain amount of ventilation. Nearly all cars have been built in 
this manner. The ventilation afforded by these small windows 
is largely by dilution, that is, such air as may enter these windows 
serves to freshen the air in the car. It is very doubtful, however, 
if this action extends far enough down into the car body to 
provide reasonably fresh air in the so-called “ breathing zone.” 
Furthermore, attempts to bring in enough air so that the fresh 
air is available in the breathing zone almost invariably result in 
strong drafts which are very objectionable to passengers. 

The monitor window method of ventilation has been generally 
considered adequate. Studies made of this method of ventila- 
tion, however, show that it is almost impossible to accomplish 
good results without the presence of strong drafts and chilling 
of the air in the car below the proper temperature. 

These considerations, together with the increasing interest of 
the public in better service, have resulted in much attention being 
given to this subject by operating companies and engineers. 

The problem of providing adequate ventilation in a street car 
is not one easy of solution. The difficulties arise from several 


* Non-member, Chicago, Il. 
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causes, among which may be mentioned the comparatively small 
capacity of a car body in which many people are carried, also the 


‘various desires and whims of passengers as to proper ventilation 


and the necessity for preventing drafts and chilling the air below 
the temperature required by the authorities. 

The need for better ventilation than that afforded by the 
monitor or deck windows is much greater with modern pay-as- 
you-enter cars than with the double-end type of cars, which have 
both platforms open on one side to the air. This results from the 
fact that the front platform on the pay-as-you-enter cars is closed 
while on the other cars it is open; therefore, the air cannot circu- 
late so freely through the pay-as-you-enter car as through the 
double-entrance type when stops are made and the doors are 
opened to take on or discharge passengers. 

To meet the need for better car ventilation several devices 
have been developed and are now on the market. The designers 
of some of these devices recognize that heating and ventilation 
should go together and have worked out their apparatus with 
this end in view. These ventilating devices or systems consist of 
two general types: first, those which depend upon the speed of 
the car for their operation. All such devices work on the aspirator 
principle. Second, are those systems which use mechanical means 
for circulation of the air and are practically independent of the 
speed of the car. Mechanical systems of both the exhauster and 
blower principle have been brought out. ' 

Authorities differ as to the amount of air to be supplied per 
person per hour in order to provide adequate ventilation. An 
ordinance of the city of Chicago requires that in the ventilation 
of street cars not less than 350 cu. ft. of air per hour per passen- 
ger (based on maximum seated and standing load) shall be sup- 
plied, provided, however, that the carbon dioxide shall not ex- 
ceed 10 parts in 10,000 parts of the air in the car. The 350 cu. 
ft. of air per hour per passenger shall be brought in through the 
openings or intakes provided for the purpose. There will also 
come into the car through cracks, crevices and the opening of 
doors a considerable volume of air. The ordinance further 
provides that the air for ventilation shall be brought into the car 
below the average level of the heads of the seated passengers 
and be taken out above the heads of the standing passengers, and 
that the intakes be so constructed as to exclude dust. It also pro- 
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vides that there shall be maintained within a car an average tem- 
perature not lower than 50 deg. F. 

There have been several ventilating systems tried out in Chi- 
cago, both the mechanical and automatic type, which are de- 
signed on the basis of the above outlined ordinance. Several 
hundred cars have been equipped with such ventilating systems. 

A brief description of typical systems may be of interest: 
The mechanical system consists of a motor-driven exhaust fan 
located on the vestibule roof, an exhaust chamber formed in the 
upper ceiling of the car, openings located at various points in 
the ceiling, and intakes located at several points in the floor and 
connected to the electric heaters. The fan-motor set consists 
of a very generously designed 4-h.p. motor direct connected to a 
specially designed g-in. cone fan. This fan will handle about 
33,000 cu. ft. of air per hour under normal conditions of line 
voltage. The motor is connected direct to the 500-volt trolley 
circuit through a standard combination snap switch and fuse, and 
is started and stopped by means of this switch. The motor and 
fan are mounted in a suitable metal housing, which is connected 
to the exhaust chamber. The fan discharges through protected 
openings in each side of the housing. 

The exhaust chamber in the upper part of the car is formed 
by dropping down the ceiling about 4 in. from the roof framing 
and is continuous from end to end of the car body. Communi- 
cation between the car interior and the exhaust chamber is pro- 
vided by 14 openings, each containing a circular adjustable regis- 
ter. By proper adjustment of the registers, a uniform velocity 
of air through all of them is obtained. The intakes are 8 in 
number, four being located on each side of the car, under the 
seats in such a manner as to be readily connected to the electric 
heaters. The connection between the screened opening through the 
car floor and the electric heater is made with a pressed metal duct. 
The size dnd number of the intakes are such as to permit of a 
maximum velocity of the air of about 400 ft. per minute, which 
is hardly perceptible to passengers. 

The automatic systems installed are of several different kinds, 
but all.depend upon aspirator action for their operation. One of 
these automatic systems, which has shown good results, com- 
prises a number of “ exhausters ” located along each side of the 
monitor roof and attached to panels placed in the monitor or 
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deck window openings. An opening in the panel communicates 
with the “ exhauster.’’ Intakes similar to those described in con- 
nection with the mechanical system are located in the floor and 
provide for a supply of fresh air. The “ exhausters” are rectan- 
gular sheet metal boxes projecting, outwardly from the panels to 
which they are secured, having openings top and bottom, and 
provided on the middle of each side face with V-shaped projec- 
tions. The V projections are placed horizontally on the faces of 
the exhausters and “ split” the air into two streams, one flowing 
upward and the other downward. The air streams flow past the 
openings of the exhauster and by induction “ draw ” the air out 
from the car. 

The impression has generally prevailed that thorough ventila- 
tion could not be effected without increasing the amount of 
energy used for the heating of the car. Experience with the 
deck window method of ventilation in which the heating and ven- 
tilating systems are not closely related is undoubtedly responsi- 
ble for this impression. Tests conducted on street cars with ven- 
tilating systems, such as have been described, where the air in 
coming into the car passes first over the heating units and then 
is drawn up through the car and taken out at the top, demon- 
strate, however, that it is entirely possible to heat a car to sub- 
stantially the same temperature with this system as when the 
deck window method is used, and with.no greater expenditure of 
energy. We believe the reason for this lies in the greater ef- 
ficiency of the heating units when working upon a continuous 
flow of fresh air passing over the heating surface as against the 
ordinary practice of placing the heating units in practically a 
dead air space where a considerable amount of the heating en- 
ergy is lost in raising the temperature of surrounding parts of 
the car, such as the seats and the adjacent woodwork. 

Tests made on both the mechanical and the so-called automatic 
systems show that it is possible to provide an air change in the 
cars about every three minutes, and this without the presence of 
objectionable drafts or the need of any more than the usual 
amount of energy for heating purposes. 

In the light of experience with ventilating systems of the kind 
described, it can hardly be said that it is impossible to find prac- 
tical means for the ventilation of a street car which will answer 
every reasonable requirement. 
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DISCUSSION. 


The President: We have a paper here that is of interest to 
almost every one, both within and without the ranks of the mem- 
bership of the Society. We do not all of us go to school and 
many of us cannot stay in hotels all our lives. Some of us have 
to inhabit unventilated business buildings, and to live in unventi- 
lated apartment houses. However, we all have to ride in street 
cars, and of all foul places the average street car may be con- 
ceded to take a front rank. This paper, if it accomplishes noth- 
ing else, shows that the public is taking an interest in the ques- 
tion of ventilation, because it is only as a result of public de- 
mand that the railroad companies will go to the expense of even 
testing and trying different ventilating systems. 

One of our members has observed that on certain lines in this 
city, where the cars run for considerable distances, the air be- 
comes extremely foul. He has actually seen many instances 
where waiting passengers will allow those cars to pass, although 
they go in the same direction as they desire to travel, and will 
wait to take a car which makes shorter runs, and is therefore 
less foul. Now insensibly those people, whether they realize it or 
not, are helping to bring about proper ventilation of public ve- 
hicles, a very important and. widespread subject which affects not 
merely the street cars but the growing number of subway cars. 

I regret that I have not brought with me statistics as to the 
subway in New York. I believe I am right in saying that the 
average space occupied by a passenger in these cars does not 
exceed 80 cu. ft., and it is easy to see how soon a limited space 
like that will become fouled with exhalations from other pas- 
sengers, crowded as they are in the ordinary traffic of that 
railroad. The amount of air supply required by the Chicago ordi- 
nance, 350 cu. ft. per passenger, would effect about four changes 
of air in a car per hour, whieh is very moderate, and yet might 
be sufficient. 

We have had in New York a great deal of discussion regard- 
ing the lack of ventilation in the subway cars. An elaborate and 
expensive system of ventilation of the tunnel was installed at the 
expense of the city, but no attempt whatever was made to im- 
prove the ventilation of the interior of the cars. Recently, how- 
ever, there have been inserted in some of the cars wide-bladed 
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fans driven by a direct connected vertical motor, suspended on 
the ceiling of the car, four to each car. These produce a pleas- 
ant down-draft and agitation of the air in the car itself. They 
do not provide ventilation, but merely air movement. 

So that the art of car ventilation does not seem to have ad- 
vanced very far in other parts of the country, certainly not in 
the metropolis. It appears in this paper that Chicago is getting 
ahead and it behooves us to wake up in the east. 

Mr. Natkin: I had occasion last year to discuss car ventilation 
with an engineer who was employed by the Chicago Elevated 
Railroad. It had been the custom of the railway to run four or 
five cars in a train, with a smoker as the last car. This engi- 
neer made a number of tests for carbon dioxide in the various 
cars, particularly on the express service. In mornings and even- 
ings express cars run from 43d Street to the Loop, a distance of 
about five miles, making the distance in about eleven minutes, 
and he found that the carbon-dioxide increased about 100 per 
cent. in all the cars, especially the smoker, where it increased 200 
or 300 per cent. by the time it reached the Loop, which made 
the smoker very objectionable. The reason for placing the 
smoker at the rear was to prevent the smoke entering the other 
cars. They then tried the experiment of putting the smoker as the 
first car, figuring that it would get more ventilation, due to the 
speed of the train; and they found it reduced the carbon dioxide 
quite materially. After that they attached ventilators to the bot- 
tom of the car, a sort of V-shaped projector, about five on each 
side of the car. By placing the smoker ahead, and with the assist- 
ance of these ventilators placed on the bottom, they are able to re- 
duce the pollution, so that the increase of CO, is not over 50 per 


cent. over that when the car is empty. I frequently come down in 


these cars in the morning, and the ride in the smoker is not 
nearly as objectionable as it was a few years ago under the old 
conditions. The engineer also said that the railway was experi- 
menting further on these cars, endeavoring to find a still better 
solution of ventilation. : 

Mr. Kirk: I would like to ask Mr. Natkin if any test was 
made of the condition of the last car of the train after the 
smoker had been put forward. 

Mr. Natkin: If I recall correctly the location of the car did 
not make any difference, except that the first car always had bet- 
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ter ventilation than the rear car. For that reason they usually 
make the smoker the first car on the train. 

President Bolton: Were they vestibule cars or the open plat- 
form type? 

Mr. Natkin: They are of the open platform type. The doors 
are closed when the cars leave 43d Street, and are not opened 
again until they get to the Loop, about a ten or twelve minute 
trip, and sometimes fifteen minutes. 

The President: Does any Chicago member know what is be- 
ing done by way of experiment with these cars at the present 
time? Do you know, Mr. Natkin, whether any of the cars de- 
scribed in this paper are now in regular operation? 

Mr. Natkin: These new cars, which have been recently built 
by the Pullman Company, were installed on the 12th Street line. 
on which a great percentage of the passengers are of the labor- 
ing class. I had occasion to ride on that line when the old cars 
were in service, and they were very foul smelling at all times, 
particularly in the evening and morning. I have also traveled 
in the newer cars and the improvement is readily noticed. While 
the air is not as pure as we get on some of our north side or 
south side transportation lines, there is a great improvement 
over the old cars. There is an exhaust system on these cars, 
with the ceiling dropped about four inches and equipped with 
registers. Riding is much more comfortable on these cars than 
when there was practically no ventilation at all. 

Mr. Lewis: I think there are several ventilated cars now in 
operation. Nearly all that run on Madison Street are ventilated 
in that way, because the law compels ventilation of all new cars. 

Mr. Soule: The Chicago Railways Company gave the 
Vacuum Car Ventilating Company an order to equip 350 cars. 
Quite a number of them are running on this system, which has 
a fan in the roof, and draws air in through the heater under the 
seats and exhausts air through registers in the top of the car in 
the false ceiling. 

Mr. Lewis: I believe that nearly all the cars in Cleveland are 
now ventilated. The success of car ventilation in Chicago has 
led to great interest in the subject all over the country. 

















CCXLIX. 
TOPICAL DISCUSSIONS. 


TOPIC NO. I. 


“Operation and Care of Heating and Ventilating Apparatus.” 


Mr. Mackay: Mr. President, it is presumed that the larger 
mechanical plants will receive proper care and attention in their 
operation, for the reason that there is usually a person who is 
made responsible for the operation of the apparatus. Some- 
times there is a competent man, who is faithful to his duty, and 
then the results, that are intended and expected from the ap- 
paratus, are obtained. On the other hand, in some of the larger 
plants, which are operated through politics, men are appointed 
who are perhaps incompetent, and lack previous experience with 
the apparatus, being attracted by the remuneration. As a result, 
poor operation condemns that particular plant, when, if properly 
handled, it would give the result that the designer intended. 

A large number of domestic plants, installed in this country, 
as a general thing do not receive the care that the larger plants 
do. We sell from 75,000 to 100,000 heating boilers in this 
country every year, and it is safe to assume that perhaps 75 per 
cent. of them are placed in the hands of those who do not know 
how to use them properly and who frequently operate them in 
disregard to the manufacturers’ printed instructions. 

I know of many instances where people say that the trouble 
with their furnaces, or steam, or hot-water heaters, is that they 
will not raise the temperature quickly enough in the morning. 
Now that may be due to the size of the apparatus or something 
else ; but I fmd in general that it is the result of the way in which 
the apparatus is run. These operators who do not get the heat 
quickly enough start in the morning with a building at, say, 50 
deg. and by night time will have raised the temperature in eight 
or ten hours, to 80 deg. From this showing, in the face of 
cold weather it would appear that the apparatus is admirable; 
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but the method of operation is wrong in that they allow a fluctu- 
ation of temperature of perhaps 30 or 40 deg. in twenty-four 
hours. ; 

Now the greenhouse men teach us a lesson in heating. They 
are working with a material that is more sensitive than a human 
being. A plant will not thrive in a variation of five deg., and 
as a result these greenhouse men, in addition to putting in the 
best apparatus, have skilled watchmen sitting up every night 
with the fires. They only fire during the night, and bank the 
fire and burn no coal during the daytime, unless they happen to 
have a cloudy day. The result is a uniform temperature within 
5 deg. 

It takes more coal to raise the temperature than it does to 
maintain it, and as a result the apparatus is often blamed for 
an excess consumption of fuel, that is due altogether to the mis- 
takes of the operator, to want of care and cleanliness. 

In a certain church building they have been getting poorer re- 
sults each year, and on investigation I found that some of the 
indirect radiators, which were metal castings below the floors, 
were completely filled with dirt and dust. The only air that 
could get up into the church building was around the outside of 
the stack. The entire center was covered with stuff that might 
look like hair, felt or manure, and that was being cooked during 
the entire winter and served up to the people above. 

The same thing happens in the private house, where they 
sweep the house without covering over the floor registers with 
a mat or something to keep the dust from going down into the 
register. 

President Bolton: Illustrative of what Mr. Mackay has said 
is an instance in my own domestic circle. I have one of these 
indefensible floor registers in a room, and frequent complaints 
are made that that room is not heated properly. I discovered the 
cause in the domestic cat, which evidently has found that regis- 
ter the warmest place to lie upon, and succeeds in blocking off 
the entire air supply. The room is cold all night long, but the 
cat is warm. These are days in which such questions are close 
to everybody’s heart. We are all trying to economize. 

Prof. Allen: As to the effect of heating at night or allowing a 
building to become cold at night, we had an opportunity this 
last winter to experiment with that condition at the University 











XUM 


TOPICAL DISCUSSIONS. 305 


of Michigan, where we burn about one hundred tons of coal a 
day. We tried to find whether it would be more economical to 
let the buildings go cold on Saturday afternoon and warm up on 
Monday morning, or to keep them heated during the entire 
period. Our result shows that it took about a ton more coal to 
keep them warm than to allow them to go cold, and we con- 
cluded it was very much better to keep the buildings warm. 

Mr. Davis: I would like some of our members to tell us 
what experience they have had with the Chicago schools in the 
same way over Sunday? 

Mr. Patterson: I would say, in answer to Mr. Davis’ ques- 
tion, that we have a bulletin calling the engineer’s attention to 
the fact that he will be required to have the building in proper 
condition on Monday morning, and where severe weather sets 
in during Saturday or Sunday (usually the first severe spell 
occurs either upon Saturday or Sunday), he must at once visit 
his building and generate steam and run the apparatus. We 
have many kinds of installations, but with a modern plant there 
are very few engineers that attempt to run the system over 
night. On some Sundays and occasionally on Saturday they 
start up the engines and run sufficiently long to be certain that 
the building will not grow cold enough to cause any damage; 
otherwise they get there early Monday morning. With some of 
the old style direct plants they sit up practically all of Sunday 
night in the very severe weather. With the modern systems we 
do not have much trouble and do not order them to run at night. 

Speaking to the paper, which I understand concerns the char- 
acter of the apparatus, I think in the majority of the large cities 
and public corporations the spirit of civil service is entering thor- 
oughly. In this city efficiency, as has been determined by the 
Chicago Civil Service Board, is thoroughly insisted upon. The 
methods, by which efficiency may be determined, are such that 
the character of the apparatus and the man’s ability to grasp the 
uses of the different portions to obtain the best service from 
them will be factors that will count in his promotion. In the 
various examinations which are held, the most of the questions 
are based upon a man’s ability to handle his apparatus and to 
save money in the care of it. I think that the results in all of our 
larger cities are satisfactory. Recently the county has introduced 
a similar civil service system. 
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Mr. Weinshank: To endorse the statement made by Professor 
Allen, I will state that in designing plants in which intermittent 
heat is to be used, I invariably increase the radiation about 
thirty per cent. over the amount required. The fuel consump- 
tion in such plants is in direct ratio to the additional radiation 
so designed. 

There were two churches, within a block of one another ; both 
had about the same cubical contents and about the same ex- 
posures. After a season’s operation the fuel burned in the 
Protestant church was about 25 to 35 per cent. more than in the 
Catholic church. In the latter steam was kept up day and night 
the entire season. In the Protestant church heat was turned 
on only two or three days in the week and on special meeting 
nights. | 

I usually advise owners that it is cheaper to keep up steam 
day and night during the entire season than to heat the build- 
ing intermittently. Some people are rather skeptical in believ- 
ing these statements, but after a due trial become convinced. 
The wear and tear on a heating apparatus is greater when used 
intermittently than when operated constantly. 

Mr. Tait: About the hardest thing a heating engineer can do 
is to convince a man that it is cheaper, on a job of any size, to 
fire seven days in a week: than to fire two or three days. It is 
cheaper, there is no question about it. 

The President: I have had this question of the desirability 
of allowing the temperature to fall in a large office building, 
come up in a dozen cases. There is a great diversity of opinion 
among manufacturers, who seem to be at sea as to results. I 
hope this winter to run some test or experiments and obtain 
definite information. 

I will mention an instance, perhaps an extraordinary one, of 
the neglect of good apparatus, after installation, in a prison in 
the State of New York, in*which six hundred persons were con- 
fined. Direct radiation was provided throughout, and a com- 
plete system of forced ventilation. Examination showed that 
the motors of the ventilating apparatus were out of service and 
covered with dust, indicating long disuse. On making inquiry 
I learned that no portion of the system had been in operation 
for two years. Such conditions indicate that proper attention 
and care are not given to operation by some New York officials, 
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and we hope that the improved conditions, in the conduct of of- 
ficial services in the West, may extend to the East. 

Mr. Mackay: In one of our eastern cities is a large post office 
building, designed at Washington, and intended to be as good 
a plant as could be obtained. The fan and engine were never 
operated after they had been installed. Air was obtained by 
gravity. There was no real complaint for a year or two, then 
they found that the air was positively foul in the building and 
was affecting the health of the men who were working there. 
The inspector, who was a member of this society, came on from 
Washington to examine the trouble. He found that a room, 
about eight or ten feet wide by fifteen feet long, with three win- 
dows, which was the intake for pure air, had been utilized as a 
workshop by an electrician. The postmaster took him down into 
the basement and gave him this space. He had put a workbench 
across the three windows and closed them. They were getting 
no air into that building, except the leakages around the doors 
and windows. All the entering air was cut off by closing those 
three windows. 

In a well designed hospital building, that lacked air, we found 
that the cold air entrance or tunnel, from the ceiling to the floor, 
was made a receptacle for barrels, boxes and other things 
brought into that building. Every time they put an obstacle in 
the space they reduced the air supply, until finally the area was 
about 25 per cent. of what was required by the designers. This 
lack of care causes the condemning of efficient apparatus. If 
competent men should operate the plants as they are intended, 
the results would almost invariably be those that are desired. 


TOPIC NO. 2. 
“Reluctance to Divulge Alleged Secrets in Relation to Engineering Progress.” 


Secretary Macon: I have noticed that this question is one of 
those things that comes up at intervals, and recently the presi- 
dent of the Society of Automobile Engineers in his address 
talked at length on the subject, as did also Dr. Henry H. Howe, 
president of the American Society for Testing Materials. 

You will agree that usually the man who divulges the most 
has the most if store, and certainly it is phenomenal that the 











308 TOPICAL DISCUSSIONS. 


more we give up the more we have. Some people enlarge our 
mine of information. 

Mr. Mackay: When the Society was first organized and we 
were looking for members, some were not in favor of joining, 
for they thought they knew more than some of the others, and 
that if they came into the Society they would have to divulge 
their knowledge and their business secrets. That was the 
thought of a few, whom we might perhaps term selfish indi- 
viduals. But one of the things that makes the meetings so in- 
teresting to our members and their guests, and makes them look 
forward to coming again, is the fact that the individual mem- 
bers of the Society have given their best thought and their best 
judgment freely, with the result of not only building up the So- 
ciety, but also of building up the business or occupation of the 
party who has given the information. The one who has given 
the most has received the most. In the course of seventeen years 
I have not heard a single complaint from any member, that he 
has given something to the members and to the public through 
this Society and has been injured by it. 

Mr. Monnett: A little while ago heating of high buildings was 
discussed. Your President had some interesting information 
on that topic, which he had been gathering for some time. I 
recently met a gentleman, who had made the same kind of in- 
vestigation, and had come to similar results. In working over 
some of the data to publish I was told that the matter could not 
be given out, that it was strictly his own and probably had not 
been observed by any other engineer in the United States. I did 
not tell him at that time, and I am in doubt if he realizes it yet, 
that the information is known by at least one engineer and pos- 
sibly by others. The man who thinks he has exclusive informa- 
tion very often has not. The expression of the idea confirms 
other people’s views and supports and gives general publicity to 
the work. . 

Mr. Hale: My experience with the members of the Illinois 
chapter is that they have all been very glad and willing to give 
all the information they could in the meetings and elsewhere on 
any engineering subject that might come up. I have rarely seen 
any inclination to hold back information, except perhaps certain 
rules that were rules of thumb, which they had followed, and 
did not care to give to the public, because they could not 
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give the authority on which they based their calculations. 
There are a great many of us who have such rules and methods 
of arriving at results, but we cannot really tell others how we 
do it. That is one of the reasons why there is a supposition on 
the part of some that information is being held back. 

Mr. Weinshank: This is a question that has hardly a place 
among engineers. It is true that some manufacturers have their 
own thumb rules, which they have worked out from experience, 
and which they are anxious to keep to themselves, but I do not 
see why and where there should be any secrets in engineering. 

At one time the blower manufacturers had tables under lock 
and key, which they considered sacred, but to-day any blower 
man will send any one any information that he may ask, even 
to the extent of a whole library. If any engineer, or a client, 
will write to any of the vacuum people that have peculiar diffi- 
culties, they will not only send you books, but will call in person 
and fill you full of special information. 

Who is more abused than the consulting engineer? You may 
go into any lawyer’s office or a doctor’s office, and you will be 
asked for a retainer before any advice will be given, but you 
may enter any consulting engineer’s office and ask him a thou- 
sand and one questions, obtain free advice and depart with a 
“thank you, sir.” The man who is reluctant to give anything 
has not much to give. 


TOPIC NO. 3. 


“The Amount of Solid Material, Dust and Dirt Extracted by Air Washing 
Apparatus, per Million Cubic Feet of Air Washed.” 


Mr. Thomas: I would not care to make an off-hand state- 
ment as to the weight of solid matter taken out in the different 
cities. I haven’t enough data at hand. Here in Chicago we are 
taking out in some buildings as much as 60 Ib. in seventy-two 
hours on a 40,000 cu. ft. air washer on a ten-hour run. That is 
as close an observation as I have made as‘to the actual weight 
of material. But we have made many tests as to the proportion 
or percentage of solid matter taken out by washers, showing a 
variation from 95 to 99 per cent., and we have seen as high as 


99.4 per cent. 
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President Bolton: How do you determine the one hundred per 
cent. or total solid matter, by analysis of the air? 

Mr. Thomas: Yes. 

President Bolton: In Chicago is the nature of that material 
a dust or is it carbon? 

Mr. Thomas: It is carbon dust and various other things. 
In this locality here you will find coffee and peanut scale and 
various other materials that are blown out in the process of pre- 
paring food-stuffs and manufactured products. That stuff all 
gets into the air and finally is picked up in the ventilating ap- 
paratus, so we send it out as dirt. About half of it is carbon. 

President Bolton: Can you remove within five per cent. of all 
the smoke that is in the air. 

Mr. Thomas: No, that cannot be done. You can get about 
70 per cent. of the carbon out of the contents of the smoke un- 
less you have a device of prohibitive dimensions and excessive 
water supply. Then you can get a better result. 

President Bolton: Can you tell us anything about the elimi- 
nation of smells in these cases? 

Mr. Thomas: Yes. There are very few smells that would 
not be dissipated by a washer. If the air is overcharged with 
sulphur, you will get a trace of the sulphur. That can be con- 
trolled by putting a chemical solution in the machine, containing 
soda ash or something of that sort. Outside of that, there is 
very little smell that gets through. For instance, in the stock- 
yards: You go into Swift’s office building and don’t find any 
trace of the odor that pervades the yard. As soon as you leave 
the office building, you are nearly knocked over by it. And in 
this locality, where there are a good many different manufac- 
tories of food-stuffs, the odors are mixed in character. If you 
put that air through a washer you will get only a slight trace of 
the original odor, and for that trace you have to be on the look- 
out. That also can be killed by chemical solution. 

President Bolton: Has any other member any other question 
to ask? 

Mr. Natkin: There are several washers installed at the stock- 
yards, as referred to by Mr. Thomas, and also in the Armour 
office building. If I recollect correctly, the washers are 40,000 
cu. ft. capacity. When the apparatus was installed during the 
summer, some tests were made regarding the amount of dirt re- 
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moved. The tank is about forty sq. .ft., and they remove about 
2 in. of dirt from it every twelve or fourteen hours. Regular 
odors are almost entirely eliminated. When you enter the build- 
ing there will not be any foul odor until you go out into the 
yard. We have no exact data of the number of pounds that 
have been removed. In summer, however, we have much more 
dirt to remove than we do in winter. It includes the dust in the 
air in addition to smoke and other particles. 


TOPIC NO. 4. 


“The So-called Superiority of Exhaust Steam Heating Over Live Steam 
Heating.” 


Professor Hoffman: This is a case wherein a general state- 
ment has been based upon local conditions. You cannot get 
something for nothing. If you take live steam into your en- 
gine it goes through the cylinder and does work as it passes, and 
comes out as exhaust steam, with less heat in it than when it 
went in. Now if it has less heat in it when it comes out, there 
is a less heating capacity, and less heating quality. I do not 
know that there is anything further to say. 

President Bolton: It is surprising how this idea has circulated, 
and with what vehemence certain people continue to maintain it. 
In spite of the discussions that have taken place, no definite test 
has been advanced by any of its propounders as evidence of its 
truth. I am entirely in agreement with Professor Hoffman and 
fail to see how you can get more heat units out of exhausted 
than out of live steam, for, as we know, the latter has less heat 
in it, you certainly cannot get something for nothing. 

It is, however, possible that in some particular instance the ex- 
hausted steam has been so connected into a heating system as to 
inject the steam into and through the system in a better manner 
than would take place with live steam through the reducing valve. 
In that way better circulation has been obtained which has led to 
the idea that the heating by exhaust steam is more effective than 
by live steam. I have seen live steam connections made to ex- 
haust steam heating systems in such a defective way, as to place 
the liye steam supply at a disadvantage and I am sure other 
members have noticed that also. Whereas the exhaust would 
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be led direct, the live steam is injected at right angles to the 
line and in some cases the reducing valve is too small, while in 
many cases it has to pass through tortuous passages and bends to 
get to the point of actual radiating work. However, I would be 
very glad to have any exponent of this idea give us his views 
and see if he can convert us. : 

Mr. Mackay: The statement has been made chiefly by advo- 
cates of vacuum systems of heating, that the lower the tempera- 
ture of the heating medium or steam, the greater efficiency in 
heating can be gotten out of it. They claim that exhaust steam 
under vacuum conditions will go further in heating a building 
than live steam at a pressure. 

President Bolton: It has been suggested that moisture-laden 
steam would have a better effect in the transmission of heat by 
the interior surface of a radiator than dry steam. A sectional 
radiator of course has only a moderate amount of interior space, 
but has a large extent of thin exposed surface. Moisture in the 
steam must gather on the interior surface and may be a better 
means of conveying heat than the dry superheated steam. But 
an assumption that this produces any greater heating effect does 
not seem to be justifiable, even if a fine-spun theory such as I 
have described should prove correct. 

Mr. R. L. Gifford: Mr. President, I will rise to the defence 
of the vacuum people. 

Now, while illogical and theoretically impossible, nevertheless, 
I believe that practically exhaust steam goes further than live 
steam. There are numerous buildings where the use of the en- 
gine as a reducing valve enables heating at a lower fuel expense 
than when heating with live steam, through the ordinary reduc- 
ing valve. Now, I will not pretend to offer any scientific ex- 
planation, but I think the matter lies in the degree of saturation, 
or the relative amount of moisture, in the steam. And I believe, 
from an -extensive observation, that low pressure steam, sat- 
urated steam, gives off a greater efficiency as to heating effect 
than live steam. 

I remember quite a few installations in the past which proved 
the foregoing, for instance, one here in Chicago. The building 
was entirely enclosed by December, and the heating system was 
started, prior to the installation of the engine. The boiler. plant 
was completed and the vacuum heating system was completed. 
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In firing the boilers, they cracked some of the boiler fronts, and 
the vacuum system was, of course, held responsible. The boiler 
capacity was much in excess of what the heating system would 
normally condense in heating that building, but the building 
would not heat. All we could say was, “Wait till the engine is 
started, and you will see the exhaust steam going to waste and 
the building comfortably heated.” That came to pass, and 
was true. The proper connection for the reducing valve on the 
live steam is into the top of the feed-water heater, so that live 
steam may pick up the necessary or proper amount of moisture. 
It seems like getting something for nothing, but there is some- 
thing in it. 

President Bolton: The method of demonstrating any value 
in the theory which I have mentioned is to connect the return 
condensation into the live-steam supply line, and to let it be 
drawn in by suction. I have been informed that that method 
was to be tried in New York this heating season, in order to see 
if the humidifying effect of saturated steam has any beneficial 
effect on the transmitting capacity of the radiator. If there is 
anything of superior value in saturated steam, it must be that it 
is a better medium for conveying or dissipating heat, for there is 
not more but less heat in it. 

Professor Allen: I think there is no question but that moist 
steam carries heat better than dry steam. Superheated steam is 
very dry and is a very poor conductor of heat. When you in- 
crease its moisture you increase its power of conduction. That 
is well shown in the steam engine. If you can operate any ordi- 
nary engine, so as to have dry steam come out of the exhaust, 
you will get less condensation on account of less heat transmis- 
sion to the cylinder walls. The same effect is in radiators. If 
our steam is moist, we will get a much larger heat transmission 
to the wall than with a dry steam. That we can get any greater 
amount than the total amount of the heat, of course, is a ques- 
tion. 

Mr. Hale: Some years ago, within a few blocks of this build- 
ing, there was an apparatus that used low-pressure boilers for 
heating the building. The architect or the engineer for the 
architect specified that steam should be taken direct from the 
boilers, without a reducing valve, into the heating apparatus at 
five Ib. pressure. There was a vacuum system attached, and it 
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was impossible to get satisfactory results. The steam would not 
carry to the far points. The company, whose apparatus was in- 
stalled, insisted that a reducing valve should be used in order 
to remove the moisture that was being carried directly from the 
surface of the water into the heating mains. At their own ex- 
pense they made a very careful calorimeter test of steam under 
both conditions. They found that on passing steam through the 
reducing valve, a superheated condition prevailed in the steam, 
and the building was heated successfully, steam being carried 
to the far points. On the other hand, when the reducing valve 
was cut out and steam at 5 Ib. pressure was admitted direct from 
the boilers into the heating main, the percentage of moisture was 
so great, that the steam would not carry to the far points, and 
consequently it was impossible to obtain satisfactory results. 

Mr. Gifford: I have frequently seen that same condition, oc- 
casioned by lifting the water out of the boiler into the mains to 
such an extent that the flow of steam to the far points was cut 
off. Some change would have to be made to balance the system 
and prevent the water from lifting from the boiler. In the case 
stated by Mr. Hale, I wonder if that could have been the con- 
dition. 

Mr. Hale: Before that test was made we put a steam separa- 
tor on the line and removed as far as possible the moisture that 
was carried up from the boiler with the steam, and that did not 
seem to improve conditions at all. 

Professor Hoffman: In connection with Mr. Hale’s state- 
ment, I wonder if that steam was not superheated after it passed 
through the pressure reducing valve. 

Mr. Hale: That was just exactly the condition that did exist. 
After it passed through the reducing valve it became superheated. 

Mr. Davis: I would like to add that there was 25 per cent. 
less fuel used under the conditions of reduced steam pressure, to 
say nothing of more effective heating throughout the building. 
When the system was run under a pressure of from 1 to 3 lb., 
the vacuum pumps that were installed would scarcely handle the 
water of condensation. They were operated by steam from a 
separate boiler. After the system was changed, the boiler was 
run at 60 Ib. pressure; steam was furnished through reducing 
valves for heating, and one pump was ample to do the work. 

Mr. Capron: I think I have some later information regarding 
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this same installation. Last winter I found a number of the 
vacuum valves turned around, and several short circuits, which 
evidently had been in place ever since the system was installed. 
If these defects had been corrected before changing the plant into 
high pressure, better results would have been obtained in the cir- 
culation. 

Mr. Davis: That would not account for the fact that before 
using the reduced pressure, two pumps were required, and after 
the reducing pressure was used, only one pump was required. 

Mr. Small: Getting back to the topic of superheated steam, 
or rather the use of exhaust steam vs. live steam for heating, I 
agree with one or two of the first remarks. The virtue is largely 
due to the system or the apparatus as it is originally installed. 
If ample radiation is provided for the building, proper boilers, 
proper proportion of the apparatus throughout, it is economy to 
use as low pressure steam as possible. In other words, we en- 
deavor to use steam at atmospheric pressure. That is what the 
vacuum people all claim, that they can circulate steam at atmos- 
pheric pressure. Only a few plants are operating to-day where 
vacuum systems are installed at or below atmosphere. The large 
majority of plants carry some pressure. 

In one of the American Radiator Company’s little books, the 
Manual of Ideal Boilers, they state that extensive tests prove 
that the extra amount of fuel expended to furnish steam above 
two Ib. is practically a loss. I know that a large number of 
gravity single-pipe systems in operation to-day are using ten or 
’ fifteen lb. of steam, which is largely due to the fact that the 
proper relations are not carried out. I have found that plants 
of that kind are very inefficient. 

Now we say we can help that by putting in a vacuum system, 
and I think we will all agree. In other words, we can get the 
steam to circulate in better shape without holding up any water. 
When we increase the pressure up to a certain point the excess 
heat in the steam is available and will help. When the steam 
holds water in the system, then every time the air valve is opened 
out comes the water. 

But to get back to the topic again, the use of exhaust steam 
vs. live steam, I want to say that one of the operating engineers 
of the city of Chicago told me that he had presented the prob- 
lem to everybody who came into his office as to why he could 
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heat his building through the week-days at less cost when using 
exhaust steam than he could through Sunday when he was using 
live steam. He could not tell, he did not know, and he has never 
had anybody give him a satisfactory explanation of his query. 
It seems to me there is an element there of dead air in the build- 
ing. When the building is occupied everything is moving, and 
I think that building will therefore heat up more readily during 
the week than it will on Sunday. This is somewhat analogous 
to the school-house heating. I have heard explanations, such as 
have been mentioned here, that moist steam will give up its heat 
or transmit its heat units much better and quicker than live 
steam. I have also heard the statement that the pulsations from 
an engine tend to atomize the steam in such a way that it will 
give up its heat more quickly. But I believe the main point to 
be considered in heating is not to have the steam too moist or too 
dry. A range from zero to two Ib. is a reasonable pressure to 
carry on the mains. Now when we consider that that pressure 
is at the gauge on the boiler or on the heating main where it 
starts, due allowance must be made for some drop. 

At the Steamfitters’ convention here lately, one man stated 
that he had installed all sorts of systems, vapor and vacuum 
systems, and had never had a failure, and was positive that his 
success was due to the fact that the system was properly installed 
according to the instructions of the manufacturer or designer. 
When the job is installed on an ideal basis, with proper rela- 
tions throughout, there is no reason why we should not use ex- 
haust steam and get the highest degree of efficiency with steam 
circulating throughout all parts of the system. 

We all have methods of figuring on our capacities of boilers, 
pipes, radiators and everything else we put into a job, where we 
design it, and much of that calculation is arbitrary. We try to 
follow the best authorities, but the failures in the ventilating and 
steam-heating systems seem to come from the fact.that a man 
may do this or that or the other thing under certain varying con- 
ditions without understanding’ why. In this meeting we have 
had contradictory remarks owing to different views. 

I do not believe we can standardize these matters, but we can 
arrive pretty closely to standards. The main trouble generally 
is due to the design of the system. If we try to apply one rule 
to all sorts of buildings, we are going to fall down. One of the 
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best things this Society can accomplish is the establishment of 
the best method of figuring both heating and ventilating in dif- 
ferent forms of buildings under different conditions. 


TOPIC NO. 5. 
“Desirability of a Positive Supply of Air in Testing Furnaces.” 


Mr. Mackay: It is very desirable in testing furnaces to have 
a positive supply of air, but, unless it is to be used as a fan sys- 
tem, it does not necessarily follow that it should be an induced 
draft or anything of that sort. The test should be based on the 
natural conditions under which the furnace is used, otherwise 
a wrong information will obtain in regard to its capacity. You 
may increase the capacity of a furnace by forcing air into it with 
a fan, and there are many furnaces installed in buildings where, 
with an insufficient air supply, they do not give good results. But 
unless the furnace is to be used as a fan heating furnace, then 
the test should be made under the conditions under which the 
furnace is to be operated in practice. 

Mr. Busey: I have had experience only with small installa- 
tions with gravity systems. I use a blower and force the air 
through the orifices, measuring the air in the manner suggested 
by Professor Durley, and using his formulas. This air passes 
into a large chamber and the furnace takes its air supply from 
this source, so there is no pressure on the furnace. I run the 
fan just fast enough to supply the required amount of air. 
After a little practice I have learned how fast to run the fan 
and what pressures to carry in order to keep various rates of air 
per hour, say equivalent to 60,000 cu. ft. or whatever I want to 
use. I burn enough coal to give me the temperature rise that I 
want at the outlet of the furnace. 

Dr. Colbert: As far as a constant air supply in furnace test- 
ing is concerned, I have found as the result of our experience in 
testing seventeen different types, and various sizes of these types, 
that constant air supply is an impossibility. Every furnace is a 
law unto itself. One type has a limited air space, tortuous and 
baffled, another has a passage which is relatively straight and 
smooth, another has a large air carrying capacity, just as free 
from friction as the other. Each one of those furnaces may have 
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the same firing capacity. We also find, under actual test condi- 
tions, that one furnace delivers air over the same area of outlet 
pipe at a relatively high velocity and low temperature, and that 
another type may have a relatively high temperature and low 
velocity, depending on the design. My contention is that in 
actual operation we should have exactly the same conditions. 
The minute you use a fan and induce the passage of a certain 
number of cubic feet of air or a certain weight of air per minute 
or any other unit through that furnace, immediately you lose the 
distinction between the various designs and immediately you 
place the furnace which has a small air carrying capacity and a 
large ratio of friction in the discharge of air in the same class 
in efficiency as the furnace which is constructed on more scien- 
tific and more sensible lines. 

I am convinced that for ordinary gravity installation, furnaces 
should be tested under gravity conditions, with proper arrange- 
ment for controlling wind pressures. The only trouble we have 
had to overcome is the variation in wind pressure, and we had 
to do a little experimenting on our own hook to find out how 
we could prevent the periodic spinning of our anemometers as a 
result of sudden gusts of wind. 

However, I believe that every furnace for fan work should 
be tested under fan pressure, and I hope later on, after we have 
finished our gravity testing that we may start in on this work, 
and put out an entirely different set of ratings of furnaces for 
fan furnace heating. 


TOPIC NO. 6. 


“The Importance of Vacuum Cleaning to the Ventilating Engineer.” 


Professor Allen: The city of Detroit is proposing to purchase 
vacuum cleaners for all the schools in that city. Before doing 
so they desired to make tests, and there were submitted to the 
committee several varieties of cleaners. I happened to be a mem- 
ber of the commission that was appointed to pass on them. I 
shall be glad to publish the report when it is finally completed. 
But there are certain things obvious. In the first place, the 
vacuum cleaner men do not yet know what they are doing. Some 
of the cleaners have given vacuums all the way from 7% to 15 
in., and other varieties are nearer 2 than 15. They have vacuum 
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pumps that produce anywhere from 2 to 26 in. The makers have 
very little knowledge of the volumes required to do certain work. 
The weight of the machines to do the same kind of work varied 
all the way from 500 to 7,000 Ib. The power required to do the 
same amount of work varied from 2 to 7 h.p. So that there 
seems to be no agreement as to the method that shall be pursued 
in getting results. The subject has not been stardardized at all. 

As far as the speed of cleaning is concerned, the vacuum 
cleaner can never compete with the broom. We made a test in 
one school-room and allowed all the vacuum men to clean a room 
around the seats. The result was that it required from 15 to 26 
min. to sweep the room with a vacuum cleaner. Then we had a 
janitor do the same work with a broom in less than four minutes. 
As far as labor is concerned, it is a little more work for the 
janitor to sweep with the cleaner than with the broom. 

Undoubtedly there has been a great advantage in the saving 
of dust, and the vacuum cleaner recommends itself for introduc- 
tion in school work for this reason largely. 

Mr. Mackay: There are places where vacuum cleaners can be 
used to advantage. A member of this Society, who has a num- 
ber of schools under his care, was induced by a vacuum cleaner 
company to examine a plant in a normal school that cost some 
$2,000 to install, and was considered one of their model plants. 
He got there and found it was not in use. The janitor told him 
he could clean the rooms in one-fourth the time with a broom, 
and they were cleaning in that way. While it may be a better 
process as regards dust, it does not seem to be adapted for 
schoolrooms with stationary seats. 

President Bolton: There is much to be learned on this ques- 
tion of necessary degree of vacuum in cleaning processes and in 
the control of the vacuum. In the R. H. Macy & Company in- 
stallation 8 in. of vacuum was insufficient to clean velvet pile 
carpets, except on the surface. The dirt was ground in by the 
heavy foot traffic, and could not be dislodged until the vacuum 
was raised to 15 in. That shows how people are feeling their 
way in this subject, which certainly needs more attention and 
more study. I am inclined to think that this Society can bring 
out such matters better than any other. 

Dr. Colbert: I have no technical knowledge of vacuum clean- 
ers, but I do know that they have proved very satisfactory in 
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modern hospitals. I do not think the fundamental trouble is 
with the vacuum cleaner, I think it is with the present method 
of school-room construction. If they followed the hospital 
method of curves instead of corners at the baseboard, if they fol- 
lowed the hospital method of having -washable floors, with the 
desks set into the floors and the floors rounded up about the desk 
legs, there would be no cause for complaint. But I might say 
that there would be no use for vacuum cleaners except for clean- 
ing floor coverings which could be removed from the rooms each 
day and taken out into the school yard and there cleaned with 
a vacuum cleaning apparatus. The walls and floors of a school- 
room, when properly constructed, should be washed down every 
day, and not cleaned with any vacuum cleaners. 
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On the opposite page is a reproduction of a portrait photograph 
of James Mackay, the first of its line of presidents whom the Society 
has lost by death. He was a charter member and from early times 
took a prominent part in its affairs. His active interest continued 
unflagging, and his unexpected death, resulting from a not very long 
illness, seemed quite untimely. Put in a few words, the Society 
lost by his death a remarkable personality and an indefatigable 
worker who had intimate knowledge of the Society’s hopes and 
aspirations and enthusiasm for its advancement, who gave wise 
counsel unselfishly and cheerfully at all times, who possessed an 
unimpeachable character, which won the unanimous whole-souled 
admiration of even those merely acquainted with him. It is hoped 
that this appreciation in brief of his worth, the first time the 
Proceedings of the Society have contained a tribute of the kind, 
may stand as a testimonial of the esteem and affection in which he is 
held. 

Mr. Mackay was born at Montreal, Canada, November 25, 1853. 
He served an apprenticeship at heating, ventilating and allied trades 
in his native city, after which he spent three years in Boston, Mass., 
then returning to Montreal to enter business on his own account. 
This he carried on for some years and then went to Baltimore, Md. 
After remaining in that city several years, he went to Charlotte, 
Mich., as superintendent of the Steam Heat Evaporator Company, 
in 1881, remaining there until 1g00, when he went to Chicago as 
manager of the boiler department of the Richardson & Boynton 
Company. When that business became part of the American 
Boiler Company, in 1893, he continued as Chicago manager of that 
company and two years later became a member of the Kellogg- 
Mackay-Cameron Company, which took over the interests of the 
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American Boiler Company. He served as secretary, vice-president, 
and sales manager of the company until his death which occurred 
July 18, rorr. 

Mr. Mackay was a member of the Council of the Society in 1897 
when the Society government was in the hands of a Council and a 
Board of Managers; he was a member of the Board of Governors in 
1905, 1906, 1909 and 1910; he was first vice-president in 1907 and 
president in 1908. He was the author of a paper entitled ‘The 
Rating of Steam and Hot-Water Boilers for Heating Purposes,”’ 
printed in volume VI of the Proceedings. His activity is indicated 
in part by the number of offices he held and by membership on 
committees, being for example, a member of the committee on tests 
in 1900, 1901, 1902 and 1903, and on the committee on standards in 
1904. He was present at nearly every meeting of the Society. He 
was president of the Illinois Chapter for the year 1907-1908 and was 
a member of many business and social organizations. 
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